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RECORDS OF WELLS IN SUFFOLK COUNTY, NEW YORK 


INTRODUCTION 


The first descriptive report and publication of wells drilled or recorded on Long 
Island was made in a report by A. C. Veatch, C. S. Slichter, Isaiah Bowman, W. O. Crosby 
and R. E. Horton, of the U. S. Geological Survey and published in 1906 as Professional 
Paper No. 44, "Underground Water Resources of Long Island, New York". About 900 wells 
were listed in that report many of which were included in Suffolk County. 
In 1938, a second report, Bulletin GW-4, listing well data in detail was prepared 
by the U. S. Geological Survey in cooperation with the New York State Water Power and 
Control Commission and Suffolk County. This report listed logs and other pertinent data 
on some 200 wells in Suffolk County and a map showing the location of wells included in 
that report is attached to the end of that bulletin. As Suffolk County developed in popula- 
tion and the demands for well water increased, additional information other than given in 
the two previous reports, Professional Paper No. 44 and Bulletin GW-4, was requested by 
well drillers, waterworks engineers and other water-minded persons. About four or five 
years after the publication of GW-4 it became apparent that there was a new demand for 
additional up-to-date well data and ground water information. The result was the publica- 
tion of GW-9 in 1945. 


Bulletin GW-9, Supplement No.1 to those logs published in Professional Paper No. 
44 and Bulletin GW-4, was prepared by the U. S. Geological Survey in cooperation with 
the Water Power and Control Commission, the Suffolk County Board of Supervisors and the 
Suffolk County Water Authority. This report listed the information collected on 279 Suf- 
folk County wells and included many analyses of water samples, results of pumping tests, draw- 
down statistics, static water levels and other valuable data. Any errors, such as typo- 
graphical, discovered in the two early reports were corrected and published in Bulletin GW-9. 
Since Bulletin GW-9 was published in 1945 there has been an above normal in- 
crease in the population growth in Suffolk County. Although the Long Island office of the 
Commission has collected and has on file hundreds of individual well reports, the need for 
a more condensed published report was apparent. 
This report, Supplement No.2 to GW-4, lists the well data of the more important 
wells constructed in Suffolk County since 1945 and not included in any other previous re- 
port. The collecting and compiling of Supplement No.2 was done by the staff of the Long 
Island office of the Commission in 1952. In it are listed important well data on some 400 
wells not previously published in the other bulletins. The grand total of the wells included in 
all of these bulletins now is about 1000, all in Suffolk County. This total includes all of the 
known larger wells (generally speaking 6-inch in diameter or larger) and those smaller 
wells whose logs appear significant, recorded up to September 1, 1952. 
All wells in this report have been numbered in accordance with the Water Power 
and Control Commission system which has been in effect many years. This system pro- 
vides a number for each well preceded by the first letter of the county in which it is situated. 
(For example 8-540, S-3723, etc.) Test wells have the letter "T" following this number. 
These numbers have been assigned in each county in the order in which information on the 
well was received and the numbers therefore have no geographic significance. 
The map at the end of this bulletin shows the location of wells for which the logs 
are published herein. To aid the reader in finding a well coordinates have been established 
by dividing the map into rectangles which at the margins are lettered A, B, C, etc., from bot- 
tom to top and numbered 1, 2, 3, etc., from left to right. The coordinates for each well are 
given in parentheses after the heading as a letter and number. The prefix S in the well num- 
bers has been omitted on the map as all the wells are in Suffolk County. 


tI 
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Factors such as geology, yield, etc., have been given a fairlyc complete coverage in 
U. S. Geological Survey Professional Paper 44 and in Bulletin GW-9. However, since the 
later publication there have been three developments which are changing the ground wa- 
ter picture in Suffolk County. 
The first development has been the growth in population which has been taking 
place at an accelerated pace since the end of World War II. In the census period from 1940 
to 1950 the population of Suffolk County increased 40% and the last figures available in- 
dicates a population of 276,000. Nassau County showed a 65% population increase during 
this period whereas Long Island as a whole went up only 14% as the small growth in Kings 
and Queens brought the general average down. This population increase, of course, has in- 
creased the amount of water used in homes, in stores and other service facilities for these 
homes, and in the industries which are being established to absorb the workers from these 
homes. 
A second factor increasing the amount of ground water presently being used in 
Suffolk County is the agricultural situation. Nassau County has built up rapidly since the 
end of World War II and many farmers on being forced out by real estate developments, 
have moved into Suffolk County and there have established new farms. Thus the number of 
farms has dropped in Nassau and increased in Suffolk. But a still further change has come 
about in that the farmer has changed his method of doing business. Formerly the crops 
were planted and the farmers awaited the rains. If there was a rainfall deficiency, there was 
a crop failure. The present day farmer has too much invested in machinery, high cost land 
and high cost labor to afford a crop failure. To prevent loss through drought, many of the 
Suffolk County farmers have sunk one or more large wells equipped with large capacity 
pumps which are used to irrigate their lands. Having the well each farmer frequently goes 
beyond strictly drought relief as it has been found that heavy watering aids certain crops. 
Thus even in a season of normal rainfall these wells are often producing further to irrigate 
the land. 
A third factor influencing the Suffolk County ground water is the change in the 
habits of people, in that more and more air-conditioning is being installed and used. Stores 
offices, factories, theaters, churches and homes are being so equipped and in most instances 
the water pumped from the ground is used to cool the units. These units generally are only 
operating during the summer months, however, that is when the heaviest drafts are made 
on ground water supplies and often the time when severe droughts occur. 
All of these factors are now operating and are withdrawing the ground water sup- 
ply of Suffolk County at a rate higher than ever before. It is still true that in general the 
available supply in Suffolk County greatly exceeds the daily withdrawals. However, there 
are certain localities where the demands being made on the available water supply have 
approached the allowable limit, such as in the vicinity of Greenport, and it appears only a 
question of time before many areas in the county may be forced to give close attention to the 
principles of supply and demand governing their ground water withdrawals. 
A list of reports relating to geology and ground water conditions on Long Island 
published by the New York State Water Power and Control Commission is given at the end 
of this bulletin. Most of these reports are in the files of the larger libraries on Long Island 
and in Metropolitan New York. 


AGRICULTURAL WELLS 
In previous reports very little mention was made of wells used strictly for agricul- 
tural purposes. Since 1945 there has been a decided increase in the number of large wells con- 
structed and used solely for crop growing purposes. In the present report there are listed 
about 200 such wells. Locations and logs of the wells are shown on a map attached to and 
forming a part of this report. 
In 1949 a comprehensive survey was prepared by the staff of the Jamaica office of 
the use of well water for crop growing purposes. Letters and forms were sent to each owner 
or operator of known agricultural wells asking for information as to the number of wells 
in use, hours of operation and acreage covered. The response from this questionnaire was 
gratifying as 250 replies were received out of a total of 450 sent. Since 1949 the Commis- 
sion has each year prepared estimates of agricultural pumpage largely from data obtained 
from cards sent out and returned by various operators of agricultural wells. 



1949 
* 33.9 


Agricultural Pumpage 
(Estimated) 
SUFFOLK COUN'TY 
Million gallons daily 
1950 1951 


** 14.8. 


** 25.1 


· Daily average based on six months' seasonal use. 
.. Daily average based on 137 days' seasonal use. 


Table No. 1 


TOTAL PUMPAGE - SUFFOLK COUNTY 
Million gallons daily 
1949 
Public water supply systems ............................34.0 
lnd ustrial . . . .. . . .. _ . . . " ., ., . .. . . . .. . . . . .. .. .. . . . . . ' " . . .. . .. .. . .. .11.0 
Agricultural .......... .............. ... .'. _......... ...... ........ .33.9 
Other .. ........................................................, ..... 


1950 
24.3 
12.4 
14.8 


Totals ........ _... .......... ..... ..........78.9 51.5 


AIR-CONDITIONING AND COOLING 
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1952 
** 42.9 


1951 1952 
24.5 25.2 
13.4 16.0 
25.1 42.9 
63.0 84.1 


The use of well water in air-conditioning and cooling operations on Long Island has 
steadily grown and necessitated the sinking of many large wells having an installed pumping 
capacity in general from 10.0 to 500 gallons a minute. Since the enactment of Section 521-a 
of Article XI of the Conservation Law in 1933, the Commission has required the return to 
the ground of uncontaminated waste water pumped from any well the capacity of which is 
in excess of 100,00.0 gallons a day, the equivalent of 69.4 gallons a minute. 
The following table was prepared from the best sources available of the amount 
of well water returned to the ground on Long Island through diffusion wells or open recharge 
basins: 


Million gallons daily diffused 
County 1936 1944 
Kings ..................................................... .3.73 7.94 
Queens .................................................. ..1.00 5.20 
Nassau ...................-...................... ..........0.6-6 5.90 
Suffolk ............. ................ .................... .0.13 1.26 
Totals .............. _........... ..5.52 20.3.0 


1951 
11.8 
6.0 
6.7 
8.4 
32.9 


1952 
14.4 
6.7 
8.7 
10.5 
. 40.3 


NOTE: All pumpage listed in this report for 1952 is provisional and subject to final 
, determination at a later date. 


WELL LOGS AND DESCRIPTIVE NOTES 


The following pages of this report are given to listing well logs and other perti- 
nent data not heretofore published and descriptive of wells in Suffolk County put down 
since 1945. 
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WELL LOGS AND DESCRIPTIVE NOTES 


S-4088. (F-17) P. M. Hogan, Twomey Avenue, Calverton. Drilled by Raymond Zamber, 
April 11, 1945. Log shows 111 feet of sand and gravel. 


Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 111 feet. 
Pumping test: 
April 4, 1945. Duration: ................................................................ 1 hour 
Static water level: ................................................ 64 feet 
Drawdown: ............. .... ....... ..................... ............... 29 feet 
Yield: ...................................................................... 600 gpm 


S-4089. (F-17) Charles McKay, Middle Road, Riverhead. Drilled by Raymond Zamber, 
February 2, 1945. Log shows 58 feet of sand and gravel. 


Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 58 feet. 
Pumping test: 
February 3, 1945. Duration: ........................................................ 1 hour 
Static water level: ........................................ 17 feet 
Dra wdown: .................................................... 17 feet 
Yield: .............................................................. 750 gpm 


S-4090. (F-17) Anton Yousik, Reeves Avenue, Riverhead. Drilled by Raymond Zamber, 
January 10, 1945. Log shows 113 feet of sand and gravel. 


Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 113 feet. 
Pumping test: 
April 4, 1945. Duration: ................................................................ 1 hour 
Static water level: ................................................ 65 feet 
Yield: ...................................................................... 600 gpm 


S-4091. (G-20) Barron Hill, Main Road, Southold. Drilled by Raymond Zamber, De- 
cember 23, 1944. 


Log: 


Thickness 
(feet) 
Sand and Gravel .................................................................. 60 
Clay ... . . . . .. . . .. .. .. . . . . .... .. . ... .. .. .... .. .. . ... .. .. . ..... .. ... . ...... .. .. . ... .. . '" .. . 60 
Sandy Clay ..................................................... 
.................... 24 
Salt below clay .................................................................... 
Casing: 8 inches 
Screen: 20 feet of 8 inch with bottom at 45 feet. 
Pumping test: 
December 23, 1944. Duration: __ __................................................ 4 hours 
Static water level: ......................:............. 15 feet 
Yield: .......................................................... 300 gpm 


Depth 
(feet) 
60 
120 
144 
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8-4092. 


(D-9) John Jones, Deer Park. Drilled by H. B. Lorentson, December 9, 1944. 


Log: 


Thickness 
(feet) 
2 
14 
12 
26 
99 
23 
25 


Top soil .... . . . .. . . . . . . .. . . . . .. .. . . ., . . .. . . . . . . .. . . . . . . . . . . .. .. . . .. . . . . . . .. . . . . . . . . . . . .. 
Large stones and clay ........................................................ 
Clay and nigger heads ........,......, .. '.., ...........'...........'....... 
Sand and large gravel ..........'.. .., ..... ..,............................. 
Course sand and mixture of yellow clay ........................ 
Yellow clay .,..................................'......,. .............'... .......,.... 
Coarse sand ..................................................,.,..................... 


Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 201 feet 


Depth 
(feet) 
2 
16 
28 
54 
153 
176 
201 


S-4097. (F-17) Kenneth F. Terry, Sound Avenue, Riverhead. Drilled by John Tim- 
mann, May 31, 1945. Log shows 140 feet of sand and gravel. 


Casing: 12 inches 
Screen: 20 feet of 12 inch with bottom at 137 feet. 
Pumping test: 
May 28, 1945. Duration:.............................................................. 3 hours 
Static water level: ................................................ 86 feet 
Dra wdown : ............. " ...... ........,................. .. ..... .... 7 feet 
Yield: ... ...,.. ,....... ., ' ...... '" ..'.' ...........'... ........ .. '...,. .,. 600 gpm 


S-4099. (E-9) Oak Tree Farm Dairy, Elwood. Drilled by C. W. Lauman & Co., Inc., 
November 4, 1944. 


Thickness 
(feet) 
Loam and clay ..,............. _...,........ ....... ..........,.. ... ................ 5 
Dirty sand and gravel ........................................................ 20 
Clean sand and gravel ........................................................ 60 
Dirty sand and gravel........................................................ 41 
Reddish brown sand and gravel ........................................ 51 
Clean sand and gravel........................................................ 11 
Sandy clay ............,.....................................,......................... 3 
Casing: 8 inches 
Screen: 11 feet of 6 inch with bottom at 188 feet. 
Pumping test: 
April 13, 1945. 


Log: 


Depth 
(feet) 
5 
25 
85 
126 
177 
188 
191 


Static water level: .............................................. 152 feet 
Drawdown: ..............,..................... Below drawdown tube 
Yield: ....... ...... ,......... .................... ........ . ...... .,......., 99 gpm 
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S-4112. (D-8) L. I. Agricultural & Technical Institute, Farmingdale. Drilled by C. W. 
Lauman & Co., Inc., December 16, 1944. 


Log: 


Thickness 
(feet) 


Depth 
(feet), 


Loam and top soil .... , . .. .. .. ' .. .. .. .. .. . .. .. _.. , .. .. ' .. ' .. . .. . .. .. . 2 2 
Sand and gravel......,......,..,......... '........,...........' '............ 76 78 
Brown solid clay. .......' ......................................................... 6 84 


Casing: 12 inches 
Screen: 20 feet of 12 inch with bottom at 79 feet. 


Pumping test: 
December 8, 1944. Duration:........................................................ 8 hours 
Static water level: .................'.......'.............. 31 feet 
Drawdown: .......................'...........,.',.. '......... 9 feet 
Yield: . '. . '.... ., ...... ....,...... . ..................... ...., ....... 567 gpm 


S-4116. (F-18) Edson H. Young, 91 Sound Avenue, Riverhead. Drilled by John 
Timmann, April 9, 1945. 


Log: 


Thickness 
(feet) 


Depth 
(feet) 


Clean coarse white sand and gravel ,....,................. 66 66 
Yellow sand and li ttle gravel ,'...... ..,.......... .. .. .. ...... .. ..... 57 123 
Clay .. '.. ..............'..........,...., ..'..'........'................................. 1 124 


Casing: 12 inch 
Screen: 22 feet of 10 inch with bottom at 124 feet. 


Pumping test: 
April 9, 1945. 


Dura tion: ........ ...... , .. ' .. .... .....................' ...... ......' 
Static water level: .............'.................'..........,..'.. 
Drawdown: ...,.....,..'...",.,....',...,.,.......'...'",,'.' 
Yield: .. .. .. .. .... ....,..'..' " .. ..,..' ..,..'.......... 


3 hours 
66 feet 
12 feet 
500 gpm 


S-4119. (E-15) Emil Monzeglio, Moriches Road, Moriches. Drilled by Duffield Con- 
struction Company, March 28, 1945. Log shows 80 feet of sand and gravel. 


Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 80 feet. 


Pumping test: 
March 28, 1945. Duration:.. ..'........................................................ 3 hours 
Static water level: '..................................,........ 30 feet 
Yield: ,...'"..,..."........ ......,...................",'....',.,.'.' 380 gpm 
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S-4122. (F-18) R. J. Goodale, Doctors Path, Aqueboque. Drilled by Karlson andReed, 
Inc., July 10, 1945. 


Log: 


Thickness 
(feet) 
....... ..... ............................... 2 
26 
12 
8 
2 
18 
14 
4 


Top soil and loam ..,..........,.... 
Coarse sand 
Sand and gravel "'.'"."",.",.'",..,,, ' " ,'" " " " , , ,. '. .' ,'" " , , , ,. 
Sand ' , ...., .. ............,.. .... . .. .. .. .. .. .. , .. , .. ' .. .. .. .. .. . 
Sand and gravel .....................'.. , ,..' ....... .... ...... ,.......... 
Sand .. .. .. , .. .. .. .. .. .. .. .. . .. .... .... ..................'... .. .. .. .. . 
Sand and gravel ..................... ...... ...., .. .... .. ..............,....' 
Coarse sand "".".,..'""""""."" """,..",..'",......,. 


Depth 
(feet) 
2 
28 
40 
48 
50 
68 
82 
86 


Casing: 12 inches 
Screen: 20 feet of 12 inch with bottom at 86 feet 
Pumping test: 
July 10,1945. Duration: '....'...., .............................,......,............... 6 hours 
Static water level: ,......................... ....'...... 33 feet 
Dra wdown: ...... .. ............ .. ...... ...............' .... .. ..' ...... 21 feet 
Yield: ..."....,'.....""""".......".....,.. ..j.............".,.....", 750 gpm 


, 


S-4123. (F-18) Joseph Anderson, Tuthills Path, Jamesport. Drilled by Karlson and 
Reed, Inc., April 20, 194.5. Log shows 69 feet of coarse sand and gravel. 


Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 69 feet. 
Pumping test: 
April 20, 1945. Duration: ............................................................ 4 hours 
Static water level: ............................................ 24 feet 
Dra wdown : ........................................................ 15 feet 
Yield: ' " ,....' '" ....,....,..' , ......,........,......... ............ '.. 500 gpm 


S-4124. (F-17) Leon Romanoski, Middle Road, Calverton. Drilled by Karlson and 
Reed, Inc., June 15, 1945. 


Log: 


Thickness 
(feet) 
4 
69 


Loam and clay .,..........................,............,.......................... 
Sand and gravel .......... ............................................ ............ 
Casing: 8 inches 
Screen: 20 feet of 8 inch with bottom at 73 feet. 
Pumping test: 
June 15, 1945. 


Depth 
(feet) 
4 
73 


Duration: ..........,.........,.............................,.......,... 6 hours 
Static water level: .............................................. 36 feet 
Dra wdown: .,." " " "".... ............,'........................... 15 feet 
Yield: ......... "...,.'"...... " ,........ ..... ..'.........,............ 600 gpm 
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S-4125. (F -17) 
Inc., May 16, 1945. 
Log: 


Mike Berezny, Mill Road, Riverhead. Drilled by Karlson and Reed, 


Sand and gravel ,..,....".,....""...."......,................................. 
Clay ',.,",.,"',.,.,",.",.,.........,........,....".....'.....,....................... 
Fine muddy sand "',.,.."",..",..",...,.",.".,..........,.".............. 
Clay ,.",'., "',.,..,.,.,...,..,..."..,.......,...,.......,..,..........."..,.......... 
Sandy clay """",.,.....,.......,,'.....,.....,...,................................. 
Sand and gravel , ,., '......., ....,.. ....,..................................... 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 96 feet. 
Pumping test: 
May 16, 1945. 


Thickness 
(feet) 
44 
1 
10 
12 
4 
25 


Depth 
(f eet ) 
44 
45 
55 
67 
71 ' 
96 


Duration: ."....,..,.."......"...........,.......... ...,'. ............. 6 hours 
Static water level: ............ ............................ ........ 20 feet 
Drawdown: .,.......................................................... 25 feet 
Yield: ........................................,.,..................,...,.... 840 gpm 


S-4126. (D-9) Weber, Old Country Road, Huntington. 
December 11, 1944. 
Log: 


Drilled by Emil Lorentson, 


Thickness 
(feet) 
5 
90 
15 
15 
51 
14 


Depth 
(feet) 
5 
95 
110 
125 
176 
190 


Topsoil"", '" "" '" '. ",." ".,..,.".,..'"..,'." ....,.., ..,.'.,. ...,........... 
Hard pan and gravel ',.....,....",..,..."..,.,................................ 
Clay and fine sand .....,."........,......,......,.,............................ 
Red clay ...,..,.."',...........".,....,,..........................,................... 
Whi te clay and fine sand .................................................... 
Water bearing sand............................................................ 
Casing: 4 inches 
Screen: 4 feet of 2 inch with bottom at 190 feet. 
Pumping test: 
December 11, 1944. Duration: ...................................................... 1 hour 
Static water level: ........................................ 120 feet 
Yield: ...., '.......,." ,..........".......,'..........., " ,. ..... 4 gpm 


S-4134T. (F-17) Riverhead Water District, Fair Grounds, Riverhead. 
Karlson and Reed, Inc., December 21, 1944. 
Log: (Test Boring) 


Dark coarse sand and some gravel .................................... 
Whi te coarse sand and gravel ............................................ 
Fine dark muddy sand ...................................................... 
Coarse sand and gravel .................................................... 
Fine sand and brown clay ................................................ 
Dark sand and gravel with lumps of clay........................ 
Dark sandy clay mixed wi th gravel ................................ 
Fine sandy clay ',...".,',......,..,....,.........,.............................. 
Clean medium coarse sand ",......,..............'....................... 
Coarse sand and gravel.................................................... 


(Continued on next page) 


Thickness 
(feet) 
16 
6 
6 
10 
2 
4 
6 
10 
2 
4 


Drilled by 


Depth 
(feet) 
16 
22 
28 
38 
40 
44 
50 
60 
62 
66 
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S-4234T. (Continued). 
Dark fine muddy sand ........................................................ 2 68 
Gray sandy clay .................................................................. 30 98 
Gravel . .. , , , , .. .. .. , .. , .. . . .. .. .. . . .. .. .. .. ... .. . .. .. .. .. .. .. ... . .. .. ..... .. .. ...... ... . 4 102 
Fine yellow sand ....',........................,................................. 4 106 
Fine black sandy clay ........................................................ 29 135 
Dirty sand and gravel .......................................... .............. 20 155 
Dirty medium coarse sand ............................................ 3 158 
Clean coarse sand and gravel ............................................ 6 164 
Fine sandy clay ,.".............,.................................................. 6 170 
Gray clay , '., ,,'..,..,..., ,......................................................' '" 14 184 
Sandy clay with lumps of clay ........................................ 4 188 
Clay , ,,'... ..", . '..,., ......................'.......... .................................. 8 196 
Fine sand, clay .................................................................... 16 212 
Clean coarse sand and gravel............................................ 2 214 
Clean fine sand .................................................................... 6 220 
Sandy clay mixed with wood and lumps of clay............ 5 225 
Casing: 4 inches 
Static water level: 12 feet 


8-4135. (H-21) A. J. Dzenkowski, Route 25, East Marion. Drilled by Karlson and 
Reed, Inc., June 21, 1945. 
Log: 


Loam .",."."......................,................................................... 
Gravel and stones................................................................ 
Dark sand and gravel........................................................ 
Sand and gravel ,....,.......................................................... 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 70 feet. 
Pumping test: 
June 21, 1945. 


Thickness 
(feet) 
5 
30 
10 
25 


Depth 
(feet) 
5 
35 
45 
70 


Duration: .................,.......................................... 5 hours 
Static water level: .............................................. 36 feet 
Drawdown: . ,..,.............................................,..... 17 feet 
Yield: .,.......... ............................................... '...... 720 gpm 


S-4137. (D-9) Williams Machine Works, Old Country Road, Huntington. Drilled by 
C. W. Lauman & Co., Inc., January 6, 1945. 
Log: 


Top soil '" ,...... ... ........ ...... ......... ..... ........... ....... ...... '" ..... ....... 
Loam ,.,.,.,..,.,...."..,.......,...............'................,.............'......... 
Coarse yellow sand and gravel .......................................... 
Coarse gray sand and gravel ............................................ 
Fine brown sand and clay ................................................ 
Fine brown sand (clean) ................"...,..",..................... 
Fine brown sand (dirty) .............,..............,........,............ 
Fine brown sand (clean) ............. .... .. ......... ,..................... 
Coarse brown sand, grits and gravel ,............................. 
Casing: 4 inches 
Screen: 5 feet of 4 inch with bottom at 117 feet. 
Static water level: 71 feet 
Yield: 10 gpm 


Thickness 
(feet) 
1 
2 
24 
35 
29 
3 
12 
5 
6 


Depth 
(feet) 
1 
3 
27 
62 
91 
94 
106 
111 
117 
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S-4143. (F-19) Stanley Zaweski, Herricks Lane, Jamesport. Drilled by Karlson and 
Reed, Inc., April 24, 1945. 


Log: Thickness' 
(feet) 
Coarse sand and gravel , ..................,....... ,...................... 39 
Coarse sand , , , , , '" "'.,..,"......','.,..,.,'....,'......."...,.,'.............. 6 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 45 feet. 
Pumping test: 
April 24, 1945. Duration: ..,..... ........ .,............................:........... 3 hours 
Static water level: '........ ..' ....,.......................... 26 feet 
Drawdown: ........................................................ 12 feet 
Yield: .,......,.,......".....,.,.....,..',.,.,...... ....... ............. 420 
pm 


Depth 
(feet) 
39 
45 


S-4144. (E-11) Arthur Lawrence, Judges Lane, Smithtown Branch. Drilled by H. 
B. Lorentson Drilling Company, March 12, 1945. 


Log: 


Loam ",' ,'",'.'".,."..,'..,..",.,..",'.....,...,'...........,.. 
Brown dirt, dirty sand .................'.., ................................ 
Large gravel and sand ..,...... ........ ........ ,.. .., ..................... 
Coarse sand and small gravel '.......... .......'........................ 
Dirty fine sand, mica and silt ,........ ......'....... ................... 
Sand and gravel .""""',.'...,'.,.....,.,...."".....".................,... 
Coarse sand , " , , .,. "",., .,',..,.......'"......,.'.....""...."......,....... 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 79 feet. 
Static water level: 59 feet 


Thickness 
(feet) 
2 
6 
7 
41 
14 
3 
6 


Depth 
(feet) 
2 
8 
15 
5,6 
70 
73 
19 


S-4147. (E-12) Charfes R. Herbert, Hillcrest Drive, Nesconset. Drilled by Fred Ha- 
benicht, February 17, 1945. ' 


Log: 


Loam """""""',','.',.",'.,.,.,..,.......'.........,..................,........... 
Sand and large stones ",.,.,.".,......,.,.'.",.'....".".".....,......... 
Sand and gravel ,'......,., ,.".."........,.."..,...".................,......... 
Fine muddy sand .. ................. ........ ....................... ...... ....... 
Sand and gravel ..... .......................... ...............'... ............ 
Casing: 4 inches 
Screen: 3 feet of 2 inch with bottom at 71 feet. 
Static water level: 57 feet. 


Thickness 
(f eet ) 
2 
26 
,26 
12 
5 


Depth 
(feet) 
2 
28 
54 
66 
71 
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S-4152. (F-14) Terraces on the Sound, Long View Avenue, Rocky Point. Drilled by 
C. W. Lauman & Co., Inc., March 20, 1945. 


Log: 


Thickness 
(feet) 
7 
45 
20 
19 
27 
25 
4 


Fill"",,"'.,.."'" '.,."................"",.." ...,.",....."......,...........,... 
Whi te fine sand, gravel and large stones ........................ 
White fine sand and grits ................,............................... 
Brown fine sand and grits ................................................ 
Brown sand, grits and gravel............................................ 
Fine sand, few grits ,........,.................................................. 
Fine sticky sand and mica ..'............. ............................... 
Casing: 8 inches 
Screen: 20 feet of 8 inch with bottom at 146 feet. 
Pumping test: 
March 20, 1945. 


Depth 
(feet) 
7 
52 
72 
91 
118 
143 
147 


Duration: ............................................................ 8 hours 
Static water level: ............................................ 104 feet 
Drawdown: .............,......................................,... 10 feet 
Yield: .........., .'.'.. .. , ..... ........ ....,................ ......,.,... 230 gpm 


S-4159. (D-10) Karl Hernball, Candlewood Road, South Huntington. Drilled by 
Fred Habenicht, March 30, 1945. Log beginning 6 feet below land surface. 


Log: 


Thickness 
(feet) 


Cellar '" , , , , , , , ' , ' " .".,."".,.....,.....,.., ...".".,.,'..,..,........,...,..,.... 
Sand and large stones .................... ..,................................ 10 
Stones and nigger heads ,................................................... 15 
Sand and gravel ,.......,...............,.,....,..,.",..........,.............. 27 
Sand ..".".."...",....".,.,.."....,.,.....,.,.............,.,............,........... 11 
Yellow clay and silt ....,..,.................................................... 52 
Coarse sand and gravel, some mica ,............................... 6 
Casing: 4 inches 
Screen: 3 feet of 2 inch with bottom at 127 feet. 
Static water level: 82 feet 


Depth 
(feet) 
6 
16 
31 
58 
69 
121 
127 


S-4161. (D-9) Peter .Garms, Caledonia Road, South Huntington. 
Habenicht, April 11, 1945. Log begins 5 feet below land surface. 


Log: 


Thickness 
(feet) 


Well pit ,'" ".. ...'.. ........,..... ....., ........................,..,... .... 
Sand and gravel .... ...... '.... ..... .................... ................. ...,... 44 
Hard packed gravel ............................................................ 37 
Yellow sand mixed with brown clay ................................ 47 
Yellow coarse sand .... .. .. .. .... .. ... .. .. .. .. .. .. .. .. .. .. .. .. .. ........ ... .. .. . 13 
Casing: 4 inches 
Screen: 3 feet of 1 
 inch with bottom at 146 feet. 
Static water level: 138 feet 
Yield: 3 gpm 


Drilled by Fred 


Depth 
(feet) 
5 
49 
86 
133 
146 
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.8-4163. (G-20) North Fork Water Company, South Harbor Road, Southold. Drilled 
by Karlson and Reed, Inc., September 11, 1945. 


Log: 


Fine sand "",...,.".................,..........,.,.......,..................,...... 
Coarse sand and gravel .................................................... 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 45 feet. 
Pumping test: 
September 11, 1945. 


Thickness 
(feet) 
11 
34 


Depth 
(feet) 
11 
45 


Duration: .... ......... ....... ....... ..... .................... 4 hours 
Static water level: .................................... 8 feet 
Dra wdown : . ,.,......' '.,......................,...,....... 5 feet 
Yield: .........,................................................ 120 gpm 


S-4183. (G-10) Barend Van Leeuwen, Higbee Lane, Babylon. Drilled by C. W. Lau- 
man & Co., Inc., April 9, 1945. 


Log: 


Top soil, loam .."...."'.....".,'...".,....,,.....,......... ............ 
Coarse brown sand, gravel ................................................ 
Coarse brown sand, great amount of fine sand ................ 
Casing: 6 inches 
Screen: 11 feet of 6 inch with bottom at 42 feet. 


Thickness 
(feet) 
3 
27 
12 


Depth 
(feet) 
3 
30 
42 


Pumping test: 
April 1, 1945. Static water level: ................................................ 10 feet 
Drawdown: ............................................................ 18 feet 
Yield: .,.,.....",......,............,.,..............................,..... 150 gpm 


S-4184. (E-10) Peter and Victor Baiko, Jericho Turnpike, Commack. Drilled by 
C. W. Lauman & Co., Inc., June 2,3, 1945. 


Log: 


Thickness 
(feet) 
3 
47 
41 
51 
13 
7 


Top soil and loam ................................................................ 
Coarse brown sand, hea vy gravel ..,................................. 
Coarse brown sand, dirty gravel ...................................... 
Coarse clean brown sand, some gravel............................ 
Coarse clean brown sand, heavy gravel, large stones .... 
Coarse brown dirty sand, some gravel ............................ 
Casing: 12 inches 
Screen: 26 feet of 12 inch with bottom at 162 feet. 
Pumping test: 
July 3, 1945. Static water level: .................................................. 
Dra wdown : ' , .., .. ' , .. .. .. .. .. .. .. , , .. ... ..... .. , ..... .., ......, ..... 
Yield: '" "., ".", "."", ,.,." ,'" .,."", ....., ,..."..,..........",..... 


Depth 
(feet) 
3 
50 
91 
142 
155 
162 


93 feet 
25 feet 
780 gpm 



S-4186. (F-18) Joseph Cichanowicz, Sound Ave ue, Riverhead. 
Lauman & Co., Inc., June 20, 1945. 
Log: 


Top soil ".,.,'.,....".,....'...............,...".....'",.... ..,............."..... 
Loam """..,..',."..,.....,........,..,....,'.....,.,.....,........................... 
Brown sharp sandy gravel ................................................ 
Medium sand ....."......"....."...""...".......,....,......................... 
Sharp brown sand and gravel ............................................ 
Casing: 10 inches 
Screen: 16 feet of 10 inch with bottom at 10 feet. 
Pumping test: 
June 17, 1945. 


Thickness 
(feet) 
1 
3 
59 
8 
3-6 


13 


Drilled by C. W. 


Depth 
(feet) 
1 
4 
63 
71 
107 


Static water level: .................... ........................... 57 feet 
Drawdown: .......................................................... 16 feet 
Yield: '.....'.....,.............. ......................................... 400 gpm 


S-4193. (F-1'6) Blazey Jackewecz, Main Road, alverton. Drilled by Raymond Zam- 
ber, May 11, 1945. Log shows 89 feet of sand and gra el. 
Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 89 eet. 
Pumping test: 
May 12, 1945. Duration: .................................. ........................... 1 hour 
Static water level: ................................................ 45 feet 
Drawdown: .............,............................................ 27 feet 
Yield: .............................................................,...... 700 gpm 


S-4194. (F-17) Halsey Reeve, Middle Road, Ri erhead. Drilled by Raymond Zam- 
ber, February 26, 1945. 
Log: 


Sand and gravel ",..,..,.,..,....,...'...,'......"....,...................... 
Clay .,..'".".".,.,."....,.,......,.......'........,..................... ............. 
Sand and gravel ............................................................... 
Clay ."",.,.......,.,..',.".........,.............,....................... ............. 
Sand and gravel ............................................................... 
Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 83 feet. 
Pumping test: 
March 10, 1945. 


Thickness 
(feet) 
47 
5 
26 
1 
4 


Depth 
(feet) 
47 
52 
78 
79 
83 


Duration: ................................ ........................... 1 hour 
Static water level: ............... ............................ 32 feet 
Dra wdown: ....................................................... 37 feet 
Yield: ................................................................. 65,0, gpm 


8-4195. (D-15) William H. Glover, Yaphank Ave ue, Yaphank. Drilled by Raymond 
Zamber, May 14, 1945. Log shows 71 feet of sand and gavel. 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 70 f et. 
Pumping test: 
May 14, 1945. Duration: ............................................................ 1 hour 
Static water level: ................. ............................ 21 feet 
Drawdown: ........................... ............................ 15 feet 
Yield: ' .. ...... ............ .... .. ........... ........................... 700 gpm 
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S-4196. (F-16) Harry J. Edwards, Fresh Pond Avenue, Calverton. Drilled by Ray- 
mond Zamber, May 10, 1945. 
Log: 


Thickness 
(feet) 
28 
23 
10 
51 


Sand and gravel ...... '...... .....'..,............................ 
Sand "."", ,." "",." ,'."."...'"...,."."..". .....'...'..'. 
Clay "'.',..""."",'.",'...,, . "..,.,.,................'............................. 
Sand and gravel .. ,....' ... ......, ,..... ............................... 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 111 feet. 
Pumping test: 
May 12, 1945. 


Depth 
(feet) 
28 
51 
61 
112 


Duration: .............................................................. 1 hour 
Static water level: ...........'.................................... 28 feet 
Dra wdown : ,......., .., ,. '" ...... .........,............' .....,....., 30 feet 
Yield: '" '..... ........ .. _.....". ..... .. ..., ..,............'..'....,..,. 500 gpm 


S-4197. (F-16) John L. Danielowich, Main Road, Calverton. Drilled by Raymond 
Zamber, May 22, 1945. Log shows 112 feet of sand and gravel. 
Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 112 feet. 
Pumping test: 
May 22, 1945. Duration: ..................................................,........... 1 hour 
Static water level: ................'............................... 57 feet 
Dra wdown : ....." " ... ,.." ..".,. ,...,............',.".,..,'..". 22 feet 
Yield: ........................................................... ......... 700 gpm 


S-4230. (C-8) Republic Aviation Corporation, Conklin Avenue, Farmingdale. Drilled 
by C. W. Lauman & Co., Inc., June 23, 1945. 
Log: 


Thickness 
(feet) 
29 
58 


Dry sand and gravel , ..,.................,.................. ............. 
Coarse brown sand and hea vy gravel ................................ 
Casing: 8 inches 
Screen: 16 feet of 8 inch with bottom at 87 feet. 
Static water level: 29 feet 
Yield: 275 gpm 


Depth 
(feet) 
29 
87 


S-4235. (D-9 ) 
August 23, 1945. 
Log: 


Leon DeLalio, New Highway, Farmingdale. Drilled by Henry Mathies, 


Thickness. 
(feet) 
Loam ""., '" , ,'.""",.".""",.""........."..........,.. 3 
Coarse sand and gravel .........,......... ....'............................. 42 
Coarse sand ....' ............... ................,....................... 45 


Depth 
(feet) 
3 
45 
90 


Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 90 feet. 
Pumping test: 
August 23, 1945. Duration:......, .. .. .... ....... ..... ......... ................. ..... 3 hours 
Static water level: .......................................... 45 feet 
Yield: .'.............................................................. 400 gpm 



15 


S-4237. (E-16) Maxim Babinski, Main Road, Manorville. Drilled by Raymond ,Zam- 
ber, June 27, 1945. Log shows 72 feet of sand and gravel. 
Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 72 feet. 
Pumping test: 
June 30,1945. Duration:. ................,........................................... 1 hour 
Static water level: .............................................. 21 feet 
Dra wdown: '" .......,............................................... 29 feet 
Yield: , .. .... ............................................................1000 gpm 


S-4239. 
June 25, 


(G-20) Steve Koroleski, Main Road, Peconic. Drilled by Raymond Zamber, 
1945. Log shows 70 feet of fine sand and gravel. 
Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 69 feet. 
Pumping test: 
June 27, 1945. Duration: ............,....,..,......................................... 1 hour 
Static water level: ,.................. .......................... 19 feet 
Dra wdown: ' , " ' " "', ,..,., '.. ,.." ,...,. ,.........., ,.,...., ,...... 45 feet 
Yield: ..,..,..,..".,""',...,'......,....,......."..............,...... 500 gpm 


S-4240. (F-18) Mitchell Ziemacki, Manor Lane, Jamesport. 
Zamber, June 30, 1945. Log shows 48 f
et of sand and gravel. 
I 
Casing: 6 inches : 
Screen: 20 feet of 6 inch with! bottom at 48 feet. 
Pumping test: 
June 30, 1945. 


Drilled by Raymond 


Duration: '...". .1..""....,.,....,.....,......,...............",..... 
Static water lelvel: .............................................. 
Dra wdown: ...;,.,...,...,.,.,......"..,........................".. 
Yield: ., ........... i. " ,..., ...'..... ...... ...... ..... ......,.. ....,..,.,. 


1 hour 
13 feet 
17 feet 
400 gpm 


I 
S-4241. (F-17) Joseph Danielowidh, Osborne A venue, Riverhead. Drilled by Ray- 
mond Zamber, June 4, 1945. Log shows! 48 feet of sand and gravel. 
Casing: 6 inches : 
Screen: 15 feet of 6 inch with Ibottom at 48 feet. 
Pumping test: I 
June 6,1945. Duration: .............................................................. 1 hour 
Static water level: .. ..................................... .:....... 14 feet 
Drawdown: ................,...,.....,..,..."..............,...,....., 14 feet 
Yield: .,.,...............,.........,."",........................"......" 450 gpm 


S-4242. (F-16) Nastozy Pendzick, Main Road, Calverton. Drilled by Raymond Zam- 
ber, June 6, 1945. Log shows 89 feet of sand and gravel with clay at bottom of well. 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 89 feet. 
Pumping test: 
June 23, 1945. Duration: ,.......,..................................................... 1 hour 
Static water level: ........,..................................... 45 feet 
Dra wdown: "',."."."..."..,...",....,.....,.....,...........,.. 29 feet 
Yield: ......................................................:............ 600 gpm 
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S-426:7. (G-20) Southold Rire District, North Road, Peconic. 
and Reed, Inc., January 19, 1946. 
Log: 


Top soil "...,.....,.....,.,.......,....,..,.......,.................................... 
Loam and stones ".,.................,..,.......,...,........................... 
Sand and gravel ",......,..........,..."..,.,................................. 
Brown sand ..........,.............. ..,..,.......',..... ,...................... .... 
Sand and gravel ........."........,.....,....,................................. 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 41 feet. 
Pumping test: 
January 19, 1946. 


Thickness 
(feet) 
3 
7 
12 
7 
13 


Drilled by Karlson 


Depth 
(feet) 
3 
10 
22 
29 
42 


Duration: ........................................................ 3 hours 
Static water level: ........................,............... 13 feet 
Drawdown: .................................................... 16 feet 
Yield: .............................................................. 300 gpm 


-8-4283. (E-11) William M. Greve, (River Farm Nursery), Route 25A, Smithtown. 
Drilled by C. W. Lauman & Co., Inc., October 31, 1945. 
Log: 


Top soil ,..,..,..""...."........"...."...., ".........,.............. ............. 
Coarse brown sand, some gravel ...................................... 
Very fine hard packed sand ......,....................................... 
Fine reddish brown sand, hardpan ........,....................... 
Fine brown sand, brown clay ............................................ 
G ray sandy clay ,.,.. ... .,.,..... ".....,..,..,..,.............................. 
Gray solid clay .,..",."".,..."......,.......,.................................. 
Coarse brown sand, heavy gravel .................................... 
Solid brown sticky clay ".,.,..."..,..",..........,....,................. 
Casing: 8 inches 
Screen: 11 feet of 8 inch with bottom at 176 feet. 


Thickness 
(feet) 
2 
35 
50 
6 
5 
22 
48 
8 
24 


Depth 
(feet) 
2 
37 
87 
93 
98 
120 
168 
176 
200 


Pumping test: 
October 31, 1945. Static water level: .......................................... 55 feet 
Dra wdown: ...................................................... 33 feet 
Yield: ........' .....,.........,....................................... 210 gpm 


S-4296. (F-16) Fred Egert, Lime Road, Manorville. Drilled by Long Island Water 
Supply Company, June 30, 1945. 
Log: 


Top soil ""."",."....,."....,...,.."......,....................................... 
Coarse sand """,.".".""."..".,.".,.,.."",."",..,..........,.,........... 
Fine sand, streak of gravel .....,.......................................... 
Medium fine sand (clean) ..........' .................. ..... ........ ..... 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 95 feet. 
Pumping test: 
June 30, 1945. 


Thickness 
(feet) 
2 
8 
28 
57 


Depth 
(feet) 
2 
10 
38 
95 


Duration: .............................................................. 4 hours 
Static water level: .............................................. 50 feet 
Yield: ............................... .................................... 350 gpm 



S-4352. (F-19) Edward Buchak, Middle Country Road, Laurel. 
Lauman & Co., Inc., August 24, 1945. 
Log: 
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Drilled by C. W. 


Thickness 
(feet) 
Top soil and loam ................................................................ 6 
Coarse white sand, small amount of gravel.................... 3,6 
Coarse brown sand, heavy gravel.................................... 19 
Very fine brown sand ........................................................ 6 
Casing: 10 inches 
Screen: 16 feet of 8 inch with bottom at 66 feet. 
Static water level: ............................................ 27 feet 
Yield: .................................................................. 450 gpm 


Depth 
(feet) 
6 
42 
61 
67 


S-4372. (F-13) Suffolk County Water Authority, Port Jefferson. Drilled by Karl- 
son and Reed, Inc., November 2, 1945. 
Log: 


Thickness 
(feet) 


Dirty sand and gravel ........................................................ 6 
Meadow bog ........................................................................ 1 
.Gravel and sand .................................................................. 14 
Clay ...,".....,..............................................,........................... 1 
Sand and gravel .................................................................. 8 
Gray clay .............................................................................. 1 
Brown sand and gravel.................................................... 2 
Light brown sand ................................................................ 3 
G ray clay .,.......'.................................................................... 1 
Gravel and sand ......................................................... ......... 55 
Red sand and gravel .......................................................... 8 
Casing: 12 inches. 
Screen: 27 feet of 12 inch with bottom at 95 feet. 
Pumping test: 
November 2, 1945. 


Depth 
(feet) 
6 
7 
21 
22 
3.0 
31 
33 
36 
37 
92 
100 


Duration: ...................................................... 9 Y2 hours 
Static water level: ........................................ 7 feet 
Drawdown: .................................................. 19 feet 
Yield: ............................................................ 625 gpm 


Note: Water level varies with tide. Flows at High Tide. 


Drilled by Duffield 


S-4377. (E-12) Jake Zimmerman, Moriches Road, St. James. 
Construction Company, Inc., September 27, 1945. 
Log: 


Thickness 
(feet) 
2 
83 
17 


Depth 
(feet) 
2 
85 
102 


Top soil ................................................................................ 
Sand and gravel .................................................................. 
Medium sand ........................................................................ 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 102 feet. 
Pumping test: 
September 22, 1945. Duration:.................................................... 3 hours 
Static water level: .................................... 42 feet 
Yield: .......................................................... 300 gpm 
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.8-4385. (F-17) Herman E. Aldrich, Sound Avenue, Riverhead. Drilled by John Tim- 
mann, September 11, 1945. Log shows 96 feet of sand and gravel. 
Casing: 10 inches. 
Screen: 22 feet of 10 inch with bottom at 95 feet. 
Pumping test: 
September 11, 1945: Duration:.................,......................... 3 hours 
Sta tic water level: ............................ 50 feet 
Drawdown: ..,.......................................... 8 feet 
Yield: "".,.., .,............................................ 500 gpm 


S-4388. (F-1,3) Randall Farms, Inc., Mt. Sinai Road, Mt. Sinai. Drilled by Karlson 
and Reed, Inc., September 7, 1948. 
Log: 


Thickness 
(feet) 
8 
110 
14 
23 
8 
12 
12 
8 
3 
12 
4 
16 
50 
88 
187 


Loam and clay .. .... ........' .... .. .. .............. ..... 
Sand and gravel ....., ' .. .. .. .. .. .. .. . .. .. .. .. .. . .. .. . .. .. . .. .. .. . .. .. .. .. . .. .. 
Dirty sand and gravel .,......,.......,.............,...............,.,..,.... 
Black sticky clay " . .,., .. . . .. ., ..., "......., . ....... . ... .. '....,... . . 
Green sand, gravel, clay, clam shells ,............................... 
Muddy sand and gravel , ......................................... 
Red sand with lumps of clay ..,................... ....................... 
White sand with lumps of clay....,................................... 
Clean coarse sand ' ......, ...................... ....................'.......... 
Muddy sand with lumps of clay '....................................... 
Clean coarse sand ""..',.".,.,..,..,.,...,...................,................. 
Muddy sand and clay .... ,............ , .. .... ......... ..... ... 
Gray sticky clay ',..".......,'..,..,.,..'..,."..,..'................ 
Fine black muddy sand .................................................... 
Sticky clay .. .. .. , .. .. .. '.. ....... ......................................... 


Depth 
-(feet) 
8 
118 
132 
155 
163 
175 
187 
, 195 
198 
210 
214 
230 
280 
3,68 
555 


Note: Well abandoned at 555 feet due to not encountering enough clean water bearing 
formation. ' 


S-4413. (G-19) Paul Klaski, Alvahs Lane, Cutchogue. Drilled by Raymond Zamber, 
August 20, 1945. Log shows 52 feet of sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 52 feet. 
Pumping test: 
August 20, 1945. Duration:........................................................ 1 hour 
Static water level: .......................................... 12 feet 
Drawdown: ........,........................................... 14 feet 
Yield: ......., ,.................. ...... ........ ...... .... .... ....... 450 gpm 


S-4415. (F-16) Mike Czygier, Main Road, Calverton. Drilled by Raymond Zamber, 
June 19, 1946. Log shows 90 feet of sand and gravel with brown clay at bottom. 
Casing: 10 inches. 
Screen: 20 feet of 8 inch with bottom at 89 feet. 
Pumping test: 
June 19,1946. Duration: .............................................................. 1 hour 
Static water level: ................................................ 56 feet 
Drawdown: ...,............. ,........................................ 13 feet 
Yield: " " ..,..,. '....,., ....., " ,...., ,. ..., " ,........... .. ........ .. '" 800 gpm 
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8-4416. (F-l'6) Walter Waskewiez, Hulse Landing Road, Wading River. Drilled by 
Raymond Zamber, January 26, 1946. Log shows 130 feet of sand and gravel. 


Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 130 feet. 
Pumping test: 
J an uary 26, 1946. Duration:.... .................................................... 1 hour 
Static water level: ..................................,....... 78 feet 
Drawdown: .................................................... 26 feet 
Yield: ........,...............,.............. ...................... .1200 gpm 


S-4421. (F-16) Irving Hulse, Sound Avenue, Baiting Hollow. Drilled by John Tim- 
mann, December 7, 1946. 


Log: 


Thickness 
(feet) 
7.6 
6 
54 
2 
11 
2 


Depth 
(feet) 
76 
82 
136 
138 
149 
151 


Coarse sand with plenty of gravel and stones ................ 
CI
n fine sand... ,. ...,... ....,.,.. ,... ." ...., ... ..... ,.. .., ...... ............... 
Very large, very coarse sand and gravel ........................ 
Very fine sand of uniform size with streak of clay........ 
Clean sand and gravel ........................................................ 
Clay .,......,.........,..,................................................................ 
Casing: 12 inches. 
Screen: 22 feet of 12 inch with bottom at 149 feet. 
Pumping test: 
December 7, 1946 . Duration:.. .. ' .. .. .. .. .. .. .. .. .. .. .. .. .. . .. ...... . .. . .. .. .. .. 3 hours 
S ta tic water level: ...... ... .. .. .. . .. .. .. .. .. .. .. ... .. . .... 99.5 feet 
Yield: .........".....................,.............................1200 gpm 


S-4422. (F-16) Lewin Brothers, Sound Avenue, Baiting Hollow. Drilled by John 
Timmann, September 14, 1946. 


Log: 


Thickness 
(feet) 
53 
4 
59 
3 
6 


Depth 
(feet) 
53 
57 
116 
119 
125 


Coarse sand and gravel ....................'....... ......................... 
Hard clay "..... ,'...........,., ,......,..........".......,...................... 
Coarse sand and gravel ....' .............................................. 
Hard clay and gravel ..."...,.......,........,.......,...,.................. 
Very fine sand ........""............,...........,............................... 
Casing: 10 inches. 
Screen: 21 feet of 10 inch with bottom at 123 feet. 
Pumping test: 
September 14, 1946. Duration: .................................................... 4 hours 
Static water level: .................................... 89 feet 
Yield: .......................................................... 460 gpm 
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S-44,24. (E-11) Long Island Railroad Company, Smithtown Station. Drilled by 
Karlson and Reed, Inc., December 3, 1945. 


Log: Thickness 
(feet) 
Loam ',.......,..........".......,.......,...............,.............................. 5 
Sand ...,....,',.....,.,................................................................... 10 
Brown clay ',........"....,..,.,..".......,.......,.,.,............................... .15 
G ray clay , ...,.....,.. ,. ....., ,....... ...... ...... ................................... 34 
Sand and gravel . '.. .. ,.... ' 16 
Fin e san d , .. , .. .. .. .. .. .. .. .. , .. .. .. .. . .. .. .. .. .. .. .. .. 1 
Sand and gravel ........ '..............,.... ,..................... 19 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 100 feet. 
Pumping test: 
December 3, 1945. 


Duration: ,............ .......................... ....,.. ....... 
Static water level: ........,...................... 
Drawdown: ...........,........... ........,........."......... 
Yield: .".. ....."..,.. " ..... .... ,., ... ..,. ,.......".. ".. ... 


Depth 
(feet) 
5 
15 
30 
64 
80 
81 
100 


4 hours 
40 feet 
4 feet 
100 gpm 


S-4460. (E-16) John Stark, North Street, Manorville. Drilled by Karlson and Reed, 
Inc., September 20, 1945. 


Log: 


Thickness 
(feet) 
28 
1 
2 
13 


Muddy sand and mica '..,............ ,.................. ....,......, 
Clay ,.....,'"...,."."......"...,.",....".,....................,..............,..,... 
Dirty sand and gravel ........................................................ 
Coarse sand and gravel .,...,.. . , . .. . . . , , . , . . . . . . . . . .. . . . . . . . . . . . . . . . . . . , . . 
Casing: 4 inches. 
Screen: 10 feet of 4 inch with bottom at 43 feet. 
Pumping test: 
September 20, 1945. 


Duration: ,........................................ 
S ta tic water level: .... .. .. . .. .. .. .. . .. .. 
Drawdown: .........,.....,.,....,..,......, ,.", 
Yield: . ,.,. "",., ,..., ... .,.,..., ..,.'", ,., ,.. ,..,. 


Depth 
(feet) 
28 
29 
31 
44 


2 hours 
3 feet 
5 feet 
65 gpm 


S-4475. (F-18) John Kujawski, Herricks Lane, Jamesport. Drilled by Raymond Zam- 
ber, November 16, 1945. Log shows 95 feet of sand and gravel. 


Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 95 feet. 
Pumping test: 
November 16, 1945. Duration: ...'........................................ 1 hour 
Static water level: ...................................... 48 feet 
Drawdown: ................................................ 26 feet 
Yield: ..................................................... ,1200 gpm 
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8-4484. (G-21) M. J. Shipuleski, Jacobs Road, Southold. Drilled by Karlson and 
Reed, Inc., January 19, 1946. 


Log: 


Loam and clay ,......,.................,......,..,....................,.......,... 
Fine sand ..........,..............................,.................................. 
Sand and gravel ....,............................................................. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 50 feet. 


Thickness 
(feet) 
11 
19 
21 


Depth 
(feet) 
11 
30 
51 


Pumping test: 
January 19, 1946. Duration:..............,....................................... 3 hours 
Static water level: ........................................ 12 feet 
Drawdown: .. ............................. ..................... 17 feet 
Yield: ..... ...........................,.. ........................... 420 gpm 


S-4495. (D-13) Long Island Lighting Company, Tunnel Road, Medford. Drilled by 
C. W. Lauman & Co., Inc., November 3, 1945. 


Log: 


Top soil , .."....,.......,..,...,...................................................... 
Sharp sand and gravel ..........'............................................. 
Casing: 6 inches. 
Screen: 6 feet of 6 inch with bottom at 70 feet. 


Thickness 
(feet) 
1 
69 


Depth 
(feet) 
1 
70 


Static water level: ................... ........................ 26 feet 
Yield: ................,...............,.,................,......"...... 50 gpm 


S-4509. (E-10) Lenzer Brothers, Cedar Street, East Northport. Drilled by C. W. 
Lauman & Co., Inc., February 8, 1946. 


Log: 


Thickness 
(feet) 
80 
35 
2 
8 
13 
11 
11 
10 
45 


Depth 
(feet) 
80 
115 
117 
125 
138 
149 
160 
170 
215 


Coarse gravel ""... . . . . . . . . . , . , .. . . . . . . . . . . . . . . . . . . . . .. ..................,....... 
Fine white sand .,.,....................,.......,............................... 
Coarse white sand "" ....", .......... .... '.', ...... ...... .....,.. ........ ..... 
Fine white sand ,........,..."................,......,............,.............. 
Fine brown sand ..",......".....".............................................. 
Coarse sand and grits ........................................................ 
Fine white sand "......,.."..................................................... 
Medium sand and grits ...................................................... 
Medi urn fine sand .,.............................................................. 
Casing: 12 inches. 
Screen: 30 feet of 12 inch with bottom at 209 feet. 
Pumping test: 
February 25, 1946. Static water level: ........................................ 107 feet 
Yield: ....................................................,....... 650 gpm 
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S-4511. (F-18) 
mann, May 22, 1946. 
Log: 


Vernon F. Wells, Sound A venue, Riverhead. Drilled by John Tim- 


Hard formation with stones ........,..,.... .......... . .. 
-Coarse sand with some gravel ............................................ 
Fine sand with no gravel ,........'.................................... 
Casing: 12 inches. 
Screen: 25 feet of 12 inch with bottom at 101 feet. 
Pumping test: 
May 22, 1946. 


Thickness 
(feet) 
15 
73 
15 


Depth 
(feet) 
15 
88 
103 


Duration: ..,.......".,...........................'" ....".,...,.,....,. 3 hours 
Static water level: ................................................ 38 feet 
Dra wdown: .... ..... .....................,....,........,......, ...... 11 feet 
Yield: ",.....',........,........,......,.,..,..,.",.,...,.....,."....." .1300 gpm 


S-4512. (F-18) Charles Cichanowicz, Sound Avenue, Jamesport. Drilled by John Tim- 
mann, June 11, 1946. Log shows 114 feet of sand and gravel. 
Casing: 10 inches. 
Screen: 27 feet of 10 inch with bottom at 111 feet. 
Pumping test: 
June 11, 1946. 


Dura tion: "...... . . . , . . . . , . . . , . . . . , . , . , , 
Static water level: 
Drawdown: ..,......,..'..' 
Yield: ",., ..,.. ....., '..... ,. ...... ..,... ...." ,....,..",., 


3 hours 
53 feet 
14 feet 
500 gpm 


S-4513. (F-18) John Cichanowicz, Northville Turnpike, Riverhead. Drilled by John 
Timmann, April 17, 1946. 
Log: 


Sand and gravel .............. ......,........ .... 
Very fine sand with small amount of small gravel, .... 
Casing: 10 inches. 
Screen: 30 feet of 10 inch with bottom at 90 feet. 
Pumping test: 
June 12, 1946. Duration:.., '.. ........'........' 
Static water level: ......................... 
Yield: . ...... ............,............. 


Note: Clay begins at 90 feet. 


Thickness 
(feet) 
30 
60 


Depth 
(feet) 
30 
90 


2 hours 
38 feet 
400 gpm 


S-4514. (F-17) L. Y. Robinson, Sound Avenue, Riverhead. Drilled by John Tim- 
mann, May 15, 1946. Log shows 146 feet of sand and gravel. 
Casing: 12 inches. 
Screen: 23 feet of 12 inch with bottom at 144 feet. 
Pumping test: 
May 15, 1946. Duration:,...................................................... 2 hours 
Static water level: ................................................ 79 feet 
Dra wdown: .... .. .. .. .. .... .. .. ... ...................................' 20 feet 
Yield: ",...,..',......".,..",.......,........,..,.,.......".,..., ".,.,1200 gpm 



S-4521. (E-12) Charles Botto, Stony Brook Road, Flowerfield. 
Lauman & Co., Inc., April 2, 1946. 
Log: 


Top soil and loam ' , .. ...... ......, ........ .... .. ............. 
Coarse brown sand, heavy gravel .....,.............................. 
Coarse dark brown sand, heavy gravel............................ 
Fine dark brown sand ....' .................................................. 
Very fine dark brown sand, some clay ............................ 
Gray sticky clay, some sand .............................................. 
Fine brown sand ,..,....,."......,.....,......",..............".",.......,.. 
Coarse brown sand, large gravel ....,............'.....,.............. 
Solid brown clay ..'.. ...................., .... ......,....,...............,... 
Solid gray clay , ..............,........... ....................................... 
Coarse gray sand, heavy gravel ..,.....,............................... 
Coarse brown sand, heavy gravel ..................'................. 
Coarse brown sand, gravel.".......,..,.".,..........,..,............,.. 
Coarse brown sand .,......,.....,...................,..........",....,.,..... 
Fine cream colored sand ... . ..,..' .. ..., .................... '" ............ 


Thickness 
(feet) 
3 
90 
5 
5 
10 
53 
8 
2 
18 
6 
12 
5 
18 
5 
3 
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Drilled by C. W. 


Depth 
(feet) 
3 
93 
98 
103 
113 
166 
174 
176 
194 
200 
212 
217 
235 
240 
243 


Casing: 12 inches. 
Screen: 25 feet of 10 inch with bottom at 239 feet. 
Pumping test: 
April 2, 1946. Duration:.... ..... .... .. .................................. ...... 8 hours 
Static water level: ................................................ 100 feet 
Drawdown: ...................................................., ....... 23 feet 
Yield: ...............................................................,.,.... 665 gpm 


S-4532. (E-10) Fred Ringer, Sunken Meadow Road, Fort 8alonga. Drilled by Karlson 
and Reed, Inc., March 4, 1946. 
Log: 


Thickness 
(feet) 
4 
,'.,...'.,.,....."......,., 58 
16 
9 
5 
7 
10 
10 
3 
2 
42 
4 
122 
5 
26 
4 
13 
10 


Iioam, 
Gravel 
Dirty gravel 
Sand and gravel .... ..' ...... ..' .... .. ...... 
Brown sandy clay,.., ........'............ .......... .....'...................' 
Yellow sand . , . , . ,.., .. , , ,.. ,.,.."",...,..,......".........,..........,.,'," 
Sand and clay "..........",.,.,..,.,..,.",.........".............,.."..,....," 
Brown clay ..".......,....""..,.........""...,.",...................,...,...,.. 
Red sand .,.,.......,..."."......,.........,.......,................................, 
Coarse sand ... ., ., . ". ...... ........ .... .... .... .............. ..,. .. ., ...... , ..... . 
Sandy clay .,....."....,.,...."...............,......................"......,...".. 
Yellow sand and clay ........................................ ............... 
Fine sand with clay ............................................................ 
Medium course sand ............ ............... ............,. .......,'........ 
Sandy clay ..,.,........."....,.............................,.",.....,.......,.....,. 
Coarse sand . , . '. ,..... ........ ,....... ,..... .. ...... " " ...... ... ..... ........ ,.... 
Fine muddy sand , ......,.......................,............................... 
Clean coarse sand ".........................,...",......"....,.."......,...... 
Casing: 4 inches. 
Screen: 9 feet of 4 inch with bottom at 350 feet. 
Pumping test: 
March 4, 1946. Duration:" ............ ..,.......................... .........'..... 
Static water level: 
Y i el d : ' , . . , .. ..,.'...' .....,.,.......,...,.,..,............".,.... 


Depth 
(feet) 
4 
62 
78 
87 
92 
99 
109 
119 
122 
124 
166 
170 
292 
297 
323 
327 
340 
350 


4 hours 
133 feet 
8 gpm 
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S-45,33. (F-8) Donald M. Scott, Jr., Lloyd Harbor Road, Lloyd Neck. Drilled by C. W. 
Lauman & Co., Inc., March 29, 1946. 
Log: 


Thickness 
(feet) 
22 
43 
28 
18 
31 


Brown sandy clay .,......, .......,......,.,.....,.,.....,'...................... 
G ray clay , . ,... ,... " .. .... .. ...,.. ....., . ... ...... ...' . ... .,.......... ." 
Gray fine sandy clay .............................,.......................... 
Fine gray sand .. '..... ......................,................................... 
Fine brown sand .,...,.."......,'.,....'.......,.........,..................... 
Casing: 8 inches. 
Screen: 8 feet of 8 inch with bottom at 12.3 feet. 
S ta tic water level: '........'.. .. .. .. .. . .. .. . .. .. .. . .. . .. .. .. .. 
Yield: ,......., ,....,. . ....,.........,........,........,..... 


Depth 
(feet) 
22 
65 
93 
111 
142 


32 feet 
12 gpm 


S-4534. (D-9) G. E. Austin, Deer Park Avenue, Deer Park. Drilled by C. W. Lau. 
man & Co., Inc., December 5, 1945. 
Log: 


Thickness 
(feet) 
2 
37 
32 
24 
9 
9 
6 


Top soil and loam .... ..................... .. '........, ............. 
Gra vel and large stones ............ ....,.......... ....................... 
Fine light brown sand and lumps of clay ........................ 
Brown sticky clay ........".."".........,...... "",..,..,'.',..,......,...... 
V ery fine light brown sand ,....... ......... , ............'.............. 
Fine brown sand ..,...,.,..,....'"..,...,......"........,.."................. 
Coarse brown sand and gravel .., .... ............................... 
Casing: 4 inches. 
Screen: 5 feet of 4 inch with bottom at 119 feet. 
S ta tic water level: .. .. .. . .. .. .. .. . .. .. .. .. . .. . .. . .. ..... .. .. .. 
Yield: ...................,.............................................. 


Depth 
(feet) 
2 
39 
71 
95 
104 
113 
119 


65 feet 
10 gpm 


S-4537. (E-18) Mike Stokojlo, Lewis Road, East Quogue. 
May 22, 1946. Log shows 97 feet of clean sand and gravel. 
Casing: 10 inches. 
Screen: 16 feet of 10 inch with bottom at 94 feet. 
Pumping test: 
May 22, 1946. 


Drilled by John Timmann, 


Duration: ................................................................ 
S ta tic water level: ..,...............'............................. 
Dra wdown : .'..',.".,.,. ".......,..,.,.,.,.......,....... 
Yield: . . . . . . . . . . . . . . .. ",....,..'.,.."..,.....".........,.."......",. 


3 hours 
49 feet 
18 feet 
550 gpm 


S-4538. (E-18) C. E. Wright, Lewis Road, East Quogue. Drilled by John Timmann, 
July 16, 1946. Log shows 101 feet of clean fine yellow sand with small amount of gravel. 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 98 feet. 
Pumping test: 
July 16, 1946. Duration: .............................................................. 2 hours 
Static water level: ..'............................................. 45 feet 
Dra wdown : . , , . .. . .. .. . . . . .. . . . . .. .. .. . ... .. .. . .. . .. .. .. . . .. .. . . . . . . . 20 feet 
Yield: ........""...."'..,.,.,,..,.,........,.,...,..............,.,.... 800 gpm 
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S-4543. (F-17) Joseph Karpinski, Sound Avenue, Riverhead. Drilled by John Tim- 
mann, June 20, 1946. Log shows 150 feet of clean coarse sand and gravel. 


Casing: 10 inches. 
Screen: 22 feet of 10 inch with bottom at 145 feet. 
Pumping test: 
June 20,1946. Duration: .................................................... 2 hours 
Static water level: .......................,................,... 99 feet 
Yield: ,.... ....... ....... ................ ........ ...... ...... ...' .,.. ... 600 gpm 


S-4544. (F-16) Anton Wanat, Sound Avenue, Baiting Hollow. Drilled by John Tim- 
mann, September 16, 1946. Log shows 168 feet of clean coarse sand and gravel. 


Casing: 12 inches. 
Screen: 22 feet of 12 inch with bottom at 163 feet. 
Pumping test: 
September 16, 1946. Duration:............................................ 2 hours 
Static water level: ............................,....'.. 116 feet 
Yield: .......................................................... 700 gpm 


S-4549. (E-14) Maxim Bobinski, Main Road, Middle Island. Drilled by Raymond 
Zamber, April 17, 1946. Log shows 160 feet of sand, gravel and stone. 


Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 159 feet. 
Pumping test: 
April 17, 1946. Duration:............................................................ 1 hour 
Static water level: ............................................ 95 feet 
Drawdown: ...... .................................................. 31 feet 
Yield: .,...........,..,........................,.................,.,... ,1200 gpm 


S-4551. (F-17) Halsey Reeve, Roanoke Avenue, Riverhead. Drilled by Raymond 
Zamber, February 24, 1946. 


Log: 


Thickness 
(feet) 
Sand and gravel .................................................................. 85 
Fine sand and clay with clam shells ................................ 31 
Gray clay and sand ............................................................ 20 
G ray sand and clam shells ................................................ 44 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 180 feet. 
Pumping test: 
February 24, 1946. 


Depth 
(feet) 
85 
116 
136 
180 


Duration: .... .................... ...................... ...... 1 hour 
Static water level: .................................... 65 feet 
Dra wdown : .... ........ ......... ................... ........ 49 feet 
Yield: .,. ..,... ... ........ ...., ,... ...... .... ................... 900 gpm 
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S-4563. (E-9) Felix Perkawski, Manor Boulevard, Huntington. Drilled by Raymond 
Zamber, June 1, 1946. 
Log: 


Sand, gravel and stone .".........,....,.....,.".......,'....',.............. 
G ravel ,. .. ..,.. " ...,.. ., ...... .......... .....'.. .....'.... ........'. ,.................. 
Casing: 10 inches. 
Screen: 12 feet of 10 inch with bottom at 159 feet. 
Static water level: . ,., ... ..,..,.,....,. ... ... ,. .,..... 
Drawdown: ' " "".'",..,........,.,......,...,'.. 
Yield: . .,.. '." ". ..... .". ,." ,." ,'..... ...... '" ....."....... ". .,.. 


Thickness 
(feet) 
120 
40 


Depth 
(feet) 
120 
160 


135 feet 
10 feet 
500 gpm 


S-4576. (F-19) William Chudiak, Bergen Avenue, Mattituck. Drilled by Raymond 
Zamber, May 29, 1946. Log shows 94 feet of sand. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 93 feet. 
Pumping test: 
May 29, 1946. Duration: '........................................................... 1 hour 
Static water level: ................................................ 31 feet 
Drawdown: ....................................................'.... 29 feet 
Yield: . ,....... ,. ... .., " .................. ............. '" .. ...... .. ..... 800 gpm 


S-4578. (F-17) William Danielowich, Deephole Road, Calverton. 
Zamber, June 22, 1946. Log shows 102 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 102 feet. 
Pumping test: 
June 22, 1946. Duration: ........ '........................................ 
S ta tic water level: ' .. ' .. .. .. .. .. .. .. .. .. .. .. .. , .. .., ' 
Dra wdown : .., .. .. , .. .. .. .... . . '.....,......................... 
Yield: , .... ............... ..,.........'...................... 


Drilled by Raymond 


1 hour 
54 feet 
26 feet 
600 gpm 


S-4579. (E-14) William A. Lewin, Lane Road, Yaphank. Drilled by Raymond Zam- 
ber, May 20, 1946. Log shows 164 feet of sand and gravel. 
Casing: 10 inches. 
Screen: 15 feet of 10 inch with bottom at 164 feet. 
Pumping test: 
May 20, 1946. Duration: 
Static water level: 
Dra wdown : 
Yield: 


",..... ", 1 hour 
........... ,.. 104 feet 
.., 28 feet 
, .. .. .. ' .. .. .. .. .. .. .. .. 800 gpm 


S-4580. (G-20) Mary Doroski, Main Road, Cutchogue. Drilled by Raymond Zamber, 
April 1, 1946. Log shows 55 feet of sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 55 feet. 
Pumping test: 
April 1, 1946. Duration: ................................................................ 1 hour 
Static water level: ................................................ 8 feet 
Drawdown: ............................................................ 20 feet 
Yield: .. .. .. .. .... . .. .. .. .. .. .. .. .. .. .. .. , .. . .. . .. . .. .. .. . .. .. .. .. . .. .. ... 450 gpm 
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S-4583. (E-10) Pelkofsky Bros., Town Line Road, Commack. Drilled by C. W. Lau- 
man & Co., Inc., April 3, 1946. 


Log: 


Top soil ....... ............,..,.' ,.. ...... 
Coarse brown sand and heavy gravel ................................ 
Coarse brown sand and streaky brown clay"".,.."""..,... 
Hard packed brown sand and stones ............, .................. 
Coarse brown sand and gravel , ..........................,........... 
Buff sandy clay ........ .. . .. .. . .. .. . .. .... ......,............................... 
Gray solid clay"""", "',',"'" ,.", """".. .'"", ,.',., '.., '..'"" ....... 
Brown sandy clay .,....,."".,.".....,."""""".,."",.".."".,.,..,.... 
Fine yellow and brown hard packed sand-50% clay.... 
Sandy brown clay """",.."."""..""""""",...",..".".."...,..,... 
Solid brown and black clay .........,............................:......... 
Solid black clay, ", ...' "..,." '....'.'"" ".", ".,., ,....' ,. ".,.. ..',., ,. '.... 
Solid gray clay , ...................................................... ..........' 
Sandy brown clay ""..,.,....,.."".."",...."".,.......,......."........,. 
Fine dirty gray and brown lively sand, 
small amount of coarse mica ............................ 
Very fine gray-brown sand, lively lumps of gray clay.... 
Very fine gray sand, lively almost 50% clay................ 
Fine dark brown sand, hardpan, no life-25 % clay ",... 
Fine brown sand-sharp-quite clean-lively".""..".., 
Fine dark brown sand-sharp clean-lively ,..,....".'.... 
Fine dark brown sand-sharp lumps of clay, 
hardpan, no life ........................,......................... 
Fine gray sand-lively after much bailing .................... 
Fine brown sand-dirty but lively .................................... 
G ray sandy clay ..,., "." , '.',., ......'. '.' ",., ., , , " ,. .,.,.' .,.... ...,..,.,.. 
Solid black clay , , , , , , , , . , , ' , , , , , , . , , , . . . . , , , . . , , . , . , , . . ' , , . , , . . . . . . , . , . . . . . , , . . 
Brown and black sandy clay ........' .......................,.......... 
Fine gray sand-not too dirty some life- 
mica-particles of clam shells ....'................... 
Same as above except fine brown sand ........................ ..'.. 
Fine darker brown sand-hardpan, some life, mica, 
particles of clam shells ........................................ 
Gray and brown sandy clay, hardpan .............................. 
G ray sandy clay " " ,..' " ". ,. """.""",.,.."."".."......."...,...,. 
Fine brown sand about 15 % clay ...........'........................ 
Coarse brown sand, lumps of white clay .......................... 
Fine sharp brown sand, lumps of white clay, 15% clay.. 
Fine gray sand, hardpan, 25% clay ............,................... 
Fine brown sand, clean, lively .....'....,............................... 
Fine gray to brown sand, 10% clay, lively.................... 
Very fine gray sand, half clay, lively . .......................... 
Very fine brown sand, 15% clay, hardpan .................... 
Solid gray clay """",."".""",..",..""""...""..""..,.".".,"',... 
Sandy brown clay, hardpan...........,......,............................. 
Sandy gray clay , '" , " ,. '. , ,.. .' ," ,."",.".'"",.""..,..",.',."...".. 
Solid gray clay, hard pan .. ' .. .. .. .. .. . .. .. .. .. .. .. .. .. .. .. .. .. .. . 
Fine gray sand, small amount of clay, extra lively ....,.., 
Fine dark gray sand, small amount of clay, 
some coarse sand, extra lively ...., .................... 
Coarse gray sand, extra lively, great amount of 
fine-10% clay ............................,........ .............. 
Very fine brown sand, clay, hardpan ............................ 
(Continued on next pag,e) 


Thickness 
(feet) 
3 
17 
8 
14 
6 
13 
7 
11 
5 
40 
3 
23 
17 
13 


12 
9 
16 
9 
3 
7 
5 
9 
3 
4 
9 
10 
7 
3 
7 
4 
13 
9 
4 
6 
10 
8 
2 
11 
6 
6' 
6 
4 
5 
11 
6 
8 
8 


Depth 
(feet) 
3 
20 
28 
42 
48 
61 
68 
79 
84 
124 
127 
150 
167 
180 
192 
201 
217 
226 
229 
236 
241 
250 
253 
257 
266 
276 
283 
286 
293 
297 
310 
319 
323 
329 
339 
347 
349 
'360 
366 
372 
378 
382 
387 
398 
404 
412 
420 



28 


S-4583. (Continued) 


Brown sandy clay ............................................................ 
Solid white clay, real hard ................................................ 
Fine brown sand, small amount clay................................ 
Fine gray sand, small amount coarse, small 
amount of clay, lively ........................................ 
Fine, very fine brown sand, lively, hard pan .................... 
Very fine brown sand, lively mica, small 
amoun t of clay ................, '......,.......................... 
Coarse gray sand, great amount of fine, small 
amount of clay, grits ..,..........,.......................... 
Coarse gray sand, not too lively, small amount of 
clay, grits ' , . ' , , , ,. '.,..'".""",."..""",."..,.......,. 
Coarse gray sand, almost half clay .................................. 
Fine gray sand, about 10 % clay ,......,.. '............................ 
Fine gray sand, quite clean, sharp, lively........................ 
Coarse gray sand, 25 % clay, grits .................................... 
Fine gray sand, small amount of clay, small 
amount of coarse sand ........................................ 
Fine brown sand, quite clean, some grits, small 
amount of coarse sand ........................................ 
Fine yellow sand, clay bound, some grits, small 
amoun t of coarse sand ........................................ 


Casing: 
Screen: 


12 and 8 inches 
45 feet of 6 inch with bottom at 526 feet. 


12 432 
14 446 
9 455 
10 465 
5 470 
6 476 
9 485 
7 492 
2 494 
6 500 
4 504 
7 511 
3 514 
18 532 
12 550 


Static water level: ,.......,..........................., 125 feet 
Yield: .. .. .. .. .. .. .. .. ' .., ......,...................................... 660 gpm 


S-4594. (D-9) George W. Weyand, Deer Park Avenue Extension, Dix Hills. Drilled 
by C. W. Lauman & Co., Inc., October 28, 1946. 


Log: 


Loam stones and clay ,..,....",......,."...........",......,.............. 
Coarse sand and stones .,."""""".",....."."...".,.........,...,.. 
Medi urn coarse sand and grits .......................................... 
Fine sand and grits ,.., ...................... '..................... 
Very fine sand, I urn ps of clay .. .. .. .. .. .. .. .. .. .. . .. . .. .. .... .. .. .. .. 
Lumps of clay, medium coarse sand ............................ 
Medi urn fine sand ""',.,""',.,..."".,....",........""....".,............ 
Medium coarse sand, stones and hardpan ........................ 
Medium coarse sand, stones and lumps of clay ............ 
Solid gray clay , ",.,",."..""".""."".",..,...."....",........."..",. 


Casing: 6 inches. 
Screen: 5 feet of 4 inch with bottom at 180 feet. 


Thickness 
(feet) 
4 
72 
27 
23 
31 
4 
8 
5 
7 
2 


Depth 
(feet) 
4 
76 
103 
126 
157 
161 
169 
174 
181 
183 


Static water level: ............................................ 153 feet 
Yield: ' .. .. . . .. .. .. .. .. .. ..... ... " .. .. .. . . .. .. .. . ... .. .. .. .. .. .. .. . . . .. 6 gpm 
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S-4595. (F-23) Charles Schwenck, Jr., (Hardscrabble Farm Dairy) Cove Hollow 
Road, East Hampton. Drilled by George Schellinger, July 24, 1946. 
Log: Thickness Depth 
(feet) (feet) 
Clay . "..., ,.".....' ,........................... .....,..,.........',.. '..........,., ,.... 6 6 
Sand and gravel ................................................................ 60 66 
Sand .,....... .. . . .. .. .. . . .. .. .. .. .. .. .. .. .. .. . .. .. . .. .. . . .. . . .. .. .. . , .. .. .. .. .. ... . ... . .. . 10 76 
Casing: 6 inches. 
Screen: 16 feet of 6 inch with bottom at 72 feet. 
Pumping test: 
July 24, 1946. Duration:...........,..,....,.......................................... 1 hour 
Static water level: ................................................ 30 feet 
Dra wdown : ." ...... .. ,... .. .. ,." .. " '...........'.., .. ..., " .. "... 1 0 feet 
Yield: ",..".......".,.."...".,..,......."......".....".,..,....... 90 gpm 
S-4605. (E-21) William M. Greve, Halsey Neck Lane, Southampton. Drilled by Karl- 
son and Reed, Inc., April 22, 1946. Log shows 70 feet of sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 68 feet. 
Pumping test: 
April 22, 1946. Duration:........... ../................................,.......... 3 hours 
Static water level. ............................................ 2 feet 
Dra wdown : .. .. . .. .. . .. . .. . .. .. . .. .. .. . .. .. . .. .. .. . .. .. . .. . .. .. . .. . 6 feet 
Yield: '" '....,.,. . .......' ,......,...........,..,...........,..,....'.. 180 gpm 
Note: This is a salt water well. 


Fred Wicks, Wicks Road, Commack. Drilled by C. W. Lauman & Co., 


S-4615. (D-10) 
Inc., May 22, 1946. 
Log: 


Thickness 
(feet) 
3 
50 
24 
32 
9 
7 
14 
6 
3 


Loam ,'.'.,.,.....",..'"",,'......,,'......'..,., ."..,."..",..",.......,.,.,..... 
G ra vel, coarse sand .,......,.,...........,.",....."...................,....,. 
Light brown clay "..".,.,.,.,........,...........,.....".......,........,..,.. 
Light gray clay ,..",..",....,.,..".........."".,....,......,..,.,........,.... 
Gray sand, little clay .......................................................... 
Brown sand, few grits ........................................................ 
Coarse sand ". " "., .. .....' ",....' '....'.' ,..........' '.,..,......'............,. 
Coarse sand, small gravel ,............,...,............."..............," 
Fine sand ..'......., .....' ........,...............'.' ,........'....,......"......... 
Casing: 12 inches. 
Screen: 20 feet of 8 inch with bottom at 148 feet. 
Static water level: ............................................ 
Yield: . ,.,..,..,.......'.........., ,. ..., '........., '.'.."" "."", ". 


Depth 
(feet) 
3 
53 
77 
109 
118 
125 
139 
145 
148 


65 feet 
690 gpm 


S-4617. (F-18) Max Sawicki, West Lane, Aquebogue. Drilled by Raymond Zamber, 
April 15, 1946. Log shows 60 feet of sand and gravel from bottom of pit 10 feet below sur- 
face. 


Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 69 feet. 
Pumping test: 
April 15, 194'6. Duration: ............................................................ 1 hour 
Static water level: ........ (from ground surface) 19 feet 
Dra wdown : .,..........,.',..,.".................................. 21 feet 
Yield: '" ......". ... .. .. ,..... ... '........,...,......... ........ ..,.... 600 gpm 
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." 


S-4,621. (D-14) Suffolk County Home & Infirmary, Yaphank Avenue, Yaphank. 
Drilled by C. W. Lauman & Co., Inc., August 9, 1946. 
Log: 


Top soil and loam ' .... .... '............................................. 
Red coarse sand, heavy gravel '.....................,...... 
Brown coarse sand, hea vy gravel .......,.............................. 
Brown coarse sand, some gravel ' ...........................,.......... 
Brown fine sand, small amount coarse sand ",.""",'.'...,.. 
Casing: 10 inches. 
Screen: 16 feet of 10 inch with bottom at 101 feet. 


Thickness 
(feet) 
3 
7 
63 
24 
10 


Depth 
(feet) 
3 
10 
73 
97 
107 


Pumping test: 
December 27, 1946. Dura tion : ... ,..,..'..,.........' ...... .. '.... 3 Y? hours 
Static water level: ...................................' 26 feet 
Drawdown: . ....... ........................................ 19 feet 
Yield: ..........................................................' 405 gpm 


S-4644. (E-14) 
October 4, 194,6. 
Log: 


Baier Lustgarten, Route 25, Middle Island. Drilled by John Timmann, 


If ard formation ....'.'. '....""",....,.'............... ....... 
Fine sand and rocks ....'..'............................................... 
Small gravel and sand ......'................................,........... 
Coarse sand and gravel, clam shells .................... .. ........ 
Coarse sand and gravel....,... ........................................... 
Fine grained sand. , .., , ,............................,..................... 
Clean coarse sand and gravel ......, .................................... 
Casing: 12 inches. 
Screen: 22 feet of 12 inch with bottom at 137 feet. 


Thickness 
(feet) 
6 
12 
22 
15 
34 
26 
25 


Depth 
(feet) 
6 
18 
40 
55 
89 
115 
140 


Static water level: ................................ , 78 feet 
Yield: " ,'.'..., ,.....,.,. ....... '.., ..,..... ., " "., ". . ..". .. , ".,.., 500 gpm 


S-4673. (C-9) South Shore Dairy, South 6th Street, Lindenhurst. Drilled by Henry 
Mathies, August 1, 194'6. 
Log: 


Loam '...'"",., "',...,......",.....'.,.............',..........,... 
Sand """ "".'..",..""......" ,'.',,'.',. ,'...".,..........,.".,'.............,. 
Clay and fine sand ',.,"".,....",.,.,..""..".",..,..""....",.,...,..... 
Fine sand ."'."...,.'".,,., ""',.,"'"...,.".,."""""".".,.""".,."..,.. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 247 feet. 
Pumping test: 
August 1, 1946. 


Thickness 
(feet) 
3 
62 
165 
17 


Duration: . '. '" ", '." ".,., ,...'"" ...', '. '........, '., .'.',., ",'. 
Static water level: ............................................ 
Dra wdown: ".,...,."'..,.,'......".,,,.....,.'. '...',.,."..'". 
Yield: .. .. .. .., ........,...... ........,......,..........'.., . ..,.... 


Depth 
(feet) 
3 
65 
230 
247 


3 hours 
4 feet 
24 feet 
80 gpm 
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S-4679. (D-17) Long Island Duck Packing Corp., Moriches Blvd., Eastport. Drilled 
by C. W. Lauman & Co., Inc., July 30, 1946. 
Log: 


Fill "'.".'",.,.."".,'.,.,..".",..".",,.......,.....".............,............... 
Medium coarse white sand ,..........................................,.... 
Coarse white sand, grits and gravel................................ 
Coarse brown sand, grits and gravel ................................ 
Medium fine brown sand.................................................... 
Medium fine brown sand, grits and gravel.................... 
Fine brown sand and mica ................................................ 


Thickness 
(feet) 
3 
6 
7 
42 
18 
16 
2 


Depth 
(feet) 
3 
9 
16 
58 
76 
92 
94 


Casing: 12 inches. 
Screen: 21 feet of 6 inch with bottom at 94 feet. 
Static water level: ............................................ 17 feet 
Yield: ""....,....'.,........',.......'....,.",'......"......',,'.,.. 645 gpm 


S-4690. (F-24) Gerone Leonard, Amagansett Springs Road, Amagansett. Drilled by 
Karlson and Reed, Inc., February 11, 1947. 
Log: 


Loam ""."."".'.. ,,'.'..'.'......................................................... 
Gray clay """'."",.""",...",,........................',.....................,.. 
Brown clay and stones....,....,.......................,...................... 
Brown clay and gravel ........................................................ 
Red sand "".,'.'",."."""..',..................',.........,...................... 
Dirty sand and gravel ....,................................................... 
Coarse sand and gravel ",'..............,................................. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 114 feet. 
Pumping test: 
July 1, 1946. 


Thickness 
(feet) 
3 
6 
6 
35 
10 
20 
34 


Depth 
(feet) 
3 
9 
15 
50 
60 
80 
114 


Duration: "".,."",'...",.....",....."....,'.'......".",....,...'. 4 hours 
Static water level: ..........................................,....... 83 feet 
Dra wdown : . .. ...... ..,................ .....'....,., ,... " .'.." " ".,. 3 feet 
, Yield: ." " " ,...., .,.,..,.,..,.,.................." ,..,.." " ,. ,." ,'.' ,. , 40 gpm 


S-4703. (H-21) Sylvester G. Prime, Manhasset Road, Shelter Island. Drilled by Long 
Island Water Supply Co., June 6, 1946. 
Log: 


Top soil .".'....'... .... .... '... ........ ........ ... ..... '.'.........,.. ............. ... 
Sand and gravel ,.".,...',.....,.,.....",'....,."",., ,.",."....",.......,. 
Casing: 12 inches. 
Screen: 24 feet of 12 inch with bottom at 91 feet. 
Pumping test: 
May 1, 1946. 


Thickness 
(feet) 
2 
89 


Depth 
(feet) 
2 
91 


Duration: ,..................,..................."...........,........... 4 hours 
Static water level: ..,.............................'............... 40 feet 
Dra wdown: ....' ,....... ,... .,.,..,. ". '....", ,.... ......'. "., " " ", 20 feet 
Yield: ...................'...................................... ........... 510 gpm 
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S-4725. (G-19) 
Co., May 10, 194,6. 
Log: 


Alex Domaleski, Depot Lane, Mattituck. Drilled by C. W. Lauman & 


Sandy loam ',".'.,...""'.,......,.""'.,.'",."....,'.'",....,."....,.,,,'.,,. 
Brown sand, gravel and stones ........................................ 
Fine sand and gravel .',...,.".,.....,.,.............,..,..,.".,....,...... 
Fine sand and grits '........................................................... 
Casing: 10 inches. 
Screen: 26 feet of 8 inch with bottom at 118 feet. 
Pumping test: 
June 27, 1946. 


Thickness 
(feet) 
3 
72 
17 
26 


Depth 
(feet) 
3 
75 
92 
118 


Duration: "",...,.,......',..............',..,.............',....". 8 hours 
Static water level: ............................................ 57 feet 
Drawdown: ..,.., .....,.....',.............,..,..'....".."".,..' 18 feet 
Yield: ,., ,...., ...... ,.,.'..'.' ,......' '... '.'..................,....... 500 gpm 


S-4761. (B-12) Seaview Utilities, Inc., Seaview Beach, Fire Island. Drilled by Ray- 
mond Zamber, October 25, 1946. 
Log: 


White sand , ,'.""'.",.",'..,..'""........,...'.,.,............".,....,,....,. 
Hard sand and gravel........................................................ 
Gray coarse sand .",.,..,'.,.,......,..'.....,,'................................ 
Fine gray sand .,.'.."....,,'.........,........................................... 
Green clay a-1'ld--salt-watm- .,.",..,.,'..............,....................... 
Gray sand and hard muck ................................................ 
Coarse gray sand and gravel ............................................ 
Meadow bog and fiddler holes .........................................,., 
Yellow sand and muck ..'".,........,.,...'.'.'..........',.......'.......... 
Yellow sand and clay ..........,............................................. 
Yellow muck and mica ........................................................ 
Sandy green clay "",.",'."....,..,..,.,'.'..'.'........,.....,.,'.........,.. 
Hard light black clay ........................................................ 
Sandy black clay ........,.........................,.......,.............,..'.... 
Hard black clay ..,.."....."'...",,.........,..,.,..........................,.. 
Stony hardpan "'.",..'........".,.."..................",.................,,.. 
Hard green clay "".,.."."....",....,........'......."...,....'.'.."....,... 
Hard black clay with stones ,............................................. 
Water bearing sand ",.,.,..,..........,....,.,..,.".......,......,.,."...." 
Solid wood ...,....,."..,..,..,.,.".,.....,...............,.........."......"."... 
Sand """""",'..".."",'...,...'...............,...'........,..........,...'.'....,. 
Sand and mica """................,..'..'........'.......,,'.....'...........'.. 
Muck and sand .",'...,.,'........',.,..,."......,.".....'.,..,.,'.,..,.,,'.,..' 
Coarse sand and mica ",.,'...,.,......,.............,...............,....... 
Muck and white clay.......................................................... 
White clay and sand............................................................ 
Fine sand "'.'....".'...,,,..............,'..'........................................ 
Fine sand and muck,.."....,.......".,...............,... ....... ............. 
Sand and mica ""..,.',.,..,.,.......,.....,'.'...........,'.,'.....'".......... 
Fine sand , " , " ,.,., ,..... ..,..,.' " '..... " ....., '.'....,., ,....' ,.,...., ,..,..,.... 
Muck and sand "".'..."...,.",'.'...".......,..'.......,....,.....,..'........ 
Coarse black sand ""."",'.,.".".,'.'........................................ 
Muck and clay below 530 feet. 
(Continued on next page) 


Thickness 
(feet) 
2 
4 
6 
20 
2 
20 
10 
2 
20 
10 
14 
'30 
70 
2 
30 
2 
10 
5 
32 
1 
c9 
25 
22 
10 
12 
20 
10 
35 
25 
10 
10 
50 


Depth 
(feet) 
2 
6 
12 

2 
34 
54 - 
64 
66 
86 
96 
110 
140 
210 
212 
242 
244 
254 
259 
291 
292 
301 
326 
348 
358 
370 
390 
'400 
435 
_ 460. 
470 
480 
530 



S-4761. (Continued) 
Casing: 12 and 8 inches. 
Screen: 15 feet of 8 inch with bottom at 530 feet. 
Pumping test: 
October 25, 1946. Duration: ........................................................ 4 hours 
Static water level: ............6 feet above ground water, 
2 feet below surface 
Drawdown: .................................... 58 feet plus 6 feet 
Yield: "..,....'.............................'..............,.,..... 200 gpm 
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S-4814. (E-17) George Howland, River Road, Calverton. Drilled by C. W. Laumap 
& Co., Inc., January 4, 1947. 
Log: 


Thickness 
(feet) 
3 
32 
19 
6 
6 
16 
8 
4 
11 
7 
4 
6 
8 
21 


Depth 
(feet) 
3 
35 
54 
60 
66 
82 
90 
94 
105 
112 
116 
122 
130 
151 


Loam ",..."",.,...,.,.....,'.......,.,............................,....',.........,... 
Fine white sand '.. ...,., " ,...., " ,..,.." . ,., ..'.'...., '" .....,.., "......... 
Coarse light brown sand and gravel ................................ 
Coarse white sand ",."..."..,...............................,................ 
Brown sandy clay "..,....,.....,....'...............,....................'....,. 
Light brown sand ........',,'.....'.'............',.,.....,............,........' 
Brown sandy clay ......'..,."...'................,.....'.'..'..................' 
Gray sandy clay ................................................. ..... .......... 
Dark brown clay .,.,....."."....,................,.......,..,....,........,.., 
V ery fine gray sand, little clay ........................................ 
Medi urn gray sand .."....,.,.....,.,'....................,.....,..,.,........ 
Coarse gray sand and gravel ............................................ 
Coarse gray sand ,..".,....,.".....................,....'...................... 
Coarse gray sand and gravel ............................................ 
Casing: 10 inches. 
Screen: 21 feet of 8 inch with bottom at 151 feet. 
Pumping test: 
January 4, 1947. Duration:.......................................................... 1 
 hours 
Static water level: ..........,............................... 37 feet 
Yield: . ,...............,.. ........,......., ................"., , ,'..., 335 gpm 


S-4825. (E-16) John F. Danielowich, Chichester Avenue, Manorville. Drilled by Cor- 
nelius Keck, June 18, 1946. 


Log: 


Thickness 
(feet) 
8 
26 
20 


Depth 
(f eet ) 
8 
34 
54 


Sand ,'.,.."".,..,.,..".,..,...,.......,......,'..................,.......,.....,....... 
Medium coarse sand and small gravel ............................ 
Coarse sand , " ,.,'.' '.....', '" ... '.'..,........,....,., ,.,....,.....,............. 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 53 feet. 
Pumping test: 
June 18, 1946. 


Duration: .,........,.,.......,..............................'........ 1 hour 
Static water level: .............................................. 8 feet 
Dra wdown: ."..........,....,........'......'.......,............'.. 13 feet 
Yield: ,."...."""'..'...'."".""".....,.".",..,..,..,....',.,.,,. 500 gpm 



34 


S-4830. (C-10) New York Water Service Corp., Smith Street Station, Babylon. 
Drilled by Karlson and Reed, Inc., December 17, 1946. 
Log: 


Thickness 
(feet) 
4 
36 
3 
3 
6 


Loam .',..."""""",.,.'.',.."",."....",'..'.".',...,'.,."."."'...,..,,,...,. 
Coarse sand and gravel ,...........,......................................... 
Fine brown sand ",' ".'""",..'."......",.,.",..,.,...."",.....,......' 
Coarse sand and gravel "".....',.....,,'..........,.......,..'....,...... 
Fine w hi te sand "'.'.,'.,..",..,..."..,..,,.,.,......,'.,.,...,....,.',.,...... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 51 feet. 
Pumping test: 
December 17, 1946, May 9, 1952. (when repaired) 
Duration: ".. .. ..,.. . .. .. '..' .... .. .. ........ , ..' .. .... 
Static water level: ........................'................... 
Drawdown: .........,.....",'..................'"'...,.."..,,.., 
Yield: '" ,..,.", ,..,., ,......'" ,..,., ,.,. ,... '.'", ...,., ,..,., "." ,. 


Depth 
(feet) 
4 
40 
43 
46 
52 


3 hours 
8 feet 
7 feet 
263 gpm 


S-4873. (E-11) John Beck, Woodlawn Avenue, St. James. 
Zamber, October 25, 1946. 
Log: 


Thickness 
(feet) 
Sand and gravel .................................................................. 105 
Fine sand ' , , ,'. , , ". "., " '.' ,.' '. ,.,..", ,.,..,., ""..., ....,." ,'.,....,....... '.. 70 
BI ue clay . ' , . , . , , , , . , , . , , , , . , . , . . , , , , . . . . , . . . . . . . . , , , . , . . , . , . . . . . . . . . . . . . . . 45 
Coarse sand ' """",.,'..',.,,'.".. .,..",.".""'...,.".".".,."..'..',,.,.. 20 
Gravel .. .. .... ..............., '..,.................................................... 21 


Drilled by Raymond 


Depth 
(feet) 
105 
175 
220 
240 
261 


Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 261 feet. 
Pumping test: 
October 25, 1946. Duration:........,....,..........,.................,............ 1 hour 
Static water level: ........,............'.................. 105 feet 
Yield: ,..,......",..'..,.....,."....,'.,.........,..",.,."""" 700 gpm 


S-4909. (D-9) Robert Baruch, Bagatelle Road, Half Hollow Hills. Drilled by C. W. 
Lauman & Co., Inc., September 17, 1946. 


Log: 


Thickness 
(feet) 
29 
57 
4 
6 
24 
16 
9 
15 
4 
7 


Sand and stones ' , ,.,., .., . ., .. ,'.... ,.,..' ".....,.. .....", '.,..,.' ". 
Medi urn coarse sand and stones .........................,.............. 
Coarse brown sand ""......,.....,.".".".,....,.',.,..,................... 
Very fine brown sand, stones and hardpan ",.,'.','...,.."" 
V ery fine sand, yellow clay ................................................ 
Very hard dark gray clay ................................................ 
Sandy clay and stones (light brown) '............................... 
Fine sand and pink clay ........................................,........... 
Medi urn coarse sand ".".',..',..,."".".",.....,.,.....,..,................ 
Me'di urn fine sand (pink), some fine stones ........,........... 
Casing: 6 inches. 
Screen: 6 feet of 6 inch with bottom at 170 feet. 
Static water level: ,., ...,.,... '.'...................,., .,., ". 
Yield: .,..,...'""....'",....'...............,'...........'".,......, 


Depth 
(feet) 
29 
86 
90 
96 
120 
136 
145 
160 
164 
171 


132 feet 
17 gpm 
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S-4927. (C-11) Islip Theatre, Inc., Islip Theatre" Smith Avenue, Islip. Drilled by 
Henry Mathies, November 4, 1946. 


Log: 


Thickness 
(feet) 
29 
3 
3 
24 


Coarse sand and gravel ........ ........................................... 
Medium white sand and gr
vel ................................'........ 
Coarse sand and gravel .. ....,................. ............................ 
Medi urn sand and gravel ....;............................................... 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 56 feet. 


Depth 
(feet) 
29 
32 
35 
59 


Static wa
er level: .................................... 8 feet 
Yield: .,. .i.".........,.......".,...."..,...."........".....",.,.., 200 gpm 


S-4949. (F-19) 
August 26, 1946. 
Log: 


H. H. Reeve, Main Road, Matti tuck. 


Drilled by Raymond Zamber, 


Thickness 
(feet) 
Fine sand ",..."".,..............,.. '......."......,.....,.....,................. 70 
White clay .,.,.,'..........".....'.'.. r..'.......................".......,... .,....... 6 . 
Sand and salt water at 7,6 feet. 


Depth 
(feet) 
70 
76 


Casing: 6 inches: 
Screen: 15 feet of 6 inch with bottom at 70 feet. 
I 
Pumping test: 
August 26,1946. Duration: .......................................................... 2 hours 
Static W:ater level: .......................................... 18 feet 
Dra wdown: .. .. . .. , .. .. . .. . .. .. .. .... . .. . .. .. . .. .. .. . .. . .. .. . .. .. 11 feet 
Yield: .................,........ ........................',........... 120 gpm 


Drilled by Long Island Water Supply 


S-4984. (F-8) Robert Colgate
 Lloyd Neck. 
Company. September 12, 1946. 
Log: 


Thickness 
(feet) 
3 
22 
20 
15 
30 
10. 
20 
5 
15 
30 


Top soil ,,'....................., '. .....,.......,... ............,.,............. 
Sand and heavy gravel ..... ............................................... 
Coarse sand and gravel ,.. r .. . .. . .. . .. . .. .. . .. .. .. .. .... .. . .. .. .. .. .. .. .. . 
White clay mixed with sana ..................................,........... 
Yellow sand .,'.....'".., ,........ I ,'..........,..'..'............................ 
Sand and clay ................... ' ....................................... ........ 
Clay and fine sand ............ . .. .. . .. . .. . .. . .. .. .. .. . .. .. .. .. ... .. .. .. .. .. .. 
Coarse sand ".,..,.',.,....'.....' .!.,...,.....................,..,..,..... " ,.. .'.. 
Coarse sand and gravel .... ..:............... ................................ 
Sand and gravel with small pieces of clay,....................... 
Casing: 8 inches. 
Screen: 16 feet of 8 inch with bottom at 169 feet. 
Pumping test: 
September 12, 1946. 


Depth 
'(feet) 
3 
25 
45 
, 60 
90 
100 
120 
125 
140 
170 


Duration: .....",.,.,.,'.....,........'"...............'.... 8 hours 
Static water level ...................................... 83 feet 
DraW-down: ................. ............ ..................... 10 feet 
Yield!: .,'.......,....."'......',,,.,.,'.........'.'..,......... 110 gpm 



3,6 


S-5049. (E-11) John Cirincione, Verdi Street, Kings Park. Drilled by H. B. Lorent- 
son, October 20, 1946. 
Log: 


Thickness 
(feet) 
2 
28 
80 
10 
20 
5 
7 
8 


Depth 
(feet) 
2 
30 
110 
120 
140 
145 
152 
160 


Top soil .............. ......, .......,............ ......... ......... 
Sand and gravel with boulders ........................................ 
Sand and gravel ",.,..""......",.""'.."",.."......""......,,..,..'... 
Blue clay '... .................... .. ........... ...... ....................... ......... 
Green clay ",.."",..,.,...,.."..,."".....,..,....."'.....,,..................... 
Black clay '.',. .' "".... .."",.,.,.'..".,.,..,........,.......................... 
Red sand and clay mixed with white clay ........................ 
Water bearing sand .'..".",..,.,......,..,.........................,.......,. 
Casing: 4 inches. 
Screen: 3 feet of 2 inch with bottom at 160 feet. 
Pumping test: 
October 20, 1946. Duration:.................................................,...... 3 hours 
Static water level: ........................................ 120 feet 
Yield: ............ ............,.............'......'....'...,.... .,. 4 gpm 


S-5053. (E-10) W. K. Donaldson, Ft. Salonga Road, Fort Salonga. Drilled by C. W. 
Lauman & Co., Inc., November 16, 1946. 
Log: 


Topsoil ""..'....,..,....,..'..".'......,'.... ,........,........ ....................... 
Large gravel and coarse sand .......................................... 
Brown sand and clay ..'...., ............................................... . 
Coarse light brown sand with clay.................................... 
Fine white sand with clay................, ................................ 
Very fine gray sand with clay,......, ................................... 
Light gray sand, clay with hardpan ................................ 
Light brown medium sand with clay................................ 
Hard gray clay , "",.','.'""""'...,...,....",....,,.,'..,..,.,..,.,...,..... 
Coarse brown sandy clay '....'........................... .................. 
Coarse brown sand, few clay balls '................................... 
Coarse brown sand with trace clay ................................ 
Casing: 8 inches. 
Screen: 10 feet of 6 inch with bottom at 195 feet. 


Thickness 
(feet) 
2 
26 
6 
5 
11 
18 
78 
2 
5 
22 
6 
14 


Depth 
(feet) 
2 
28 
34 
39 
50 
68 
146 
148 
153 
175 
181 
195 


S-5064. (D-13) Allen Properties Inc., Truberg Avenue, Patchogue. 
nelius Keck, July 27, 1946. 
Log: Thickness 
(feet) 
Sand and fine gravel .......................................................... 30 
Medi urn coarse sand ,'.,.,...........,......"".......,........................ 24 
Coarse sand .'....,.,.. ,....,.,.............. ..,.....,....... .........'....,........ 10 


Drilled by Cor- 


Depth 
(feet) 
30 
54 
64 


Casing: 8 inches. 
Screen: 10 feet of 8 inch with bottom at 64 feet. 
Static water level: ............................................ 22 feet 
Yield: .. . .. .. . .. . .. .. .. . ... .. . . .. ... .. .. .. .. .. .. .. .. .. . .. . .... .. .. . .. .. . 50 gpm 
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S-5068. (E-9) Greenlawn Water District, Stony Hollow Road, Greenlawn. Drilled by 
C. W. Lauman & Co., Inc., February 8, 1947. 
Log: 


Loam .................................................................................... 
Sand, gravel and stones .................................................... 
Sand and gravel .................................................................. 
Fine sandy clay.................................................................... 
Solid white clay .................................................................. 
Light brown sandy clay .................................................... 
Solid white clay '........ ...,. ...... ..... ... ........... ........ .,. .... ...... ... .., 
Medi um coarse sand, some grits ..'..................................... 
Layer of hardpan, coarse sand and grits ........................ 
Fine yellow sand .".............'.............................. .......... ....... 
Medium coarse sand and grits .......................................... 
Fine sandy clay ..,................................................................. 
Casing: 20 and 12 inches. 
Screen: 37 feet of 12 inch with bottom at 188 feet. 
Pumping test: 
August 13, 1947. 


Thickness 
(feet) 
2 
2 
18 
43 
7 
39 
39 
12 
4 
18 
6 
7 


Depth 
(feet) 
2 
4 
22 
65 
72 
111 
150 
162 
166 
184 
190 
197 


Duration: ..................... .................................... 9 hours 
Static water level: .......................................... 32 feet 
Drawdown: ...................................................... 29 feet 
Yield: ................... ........,... ........................., .. ..... 633 gpm 


S-5140T. (F -17) 
Zamber, May 27, 1947. 
Log: 


Riverhead Water District, Route 58, Riverhead. Drilled by Raymond 


Light brown sand ....,...............'........................................... 
Light brown sand and gravel ............................................ 
White sand and gravel . .................................,..................... 
Fine white sand .................................................................. 
Fine brown sand with clay ................................................ 
Fine brown sand .................................................................. 
Brown coarse sand .........................,.................................... 
Fine brown sand ................................................................ 
Brown sand .......................................................................... 
Brown sand, little brown clay ............................................ 
Brown clay .......................................................................... 
Gray clay ..... ,........... .......................... ................................. 
Gray sand, clay and gravel ................................................ 
Gray clay and sand .................................................,.......... 
Coarse gray sand ...........,............................................,....... 
Gray blue clay ,................................................................... 
Gray blue clay and stones .................................................. 
Gravel with gray blue clay ................'............................... 
Coarse gray sand ................................................................ 
G r a v el . .. . . . . .. .. . . .. .. .. . . .. . .. .. . . .. . .. .. .. .. .. .. .. .. .. .. .. . .. . . . .. .. .. .. .. .. . . .. .. .. . 
G ray sand with little gray clay ........................................ 
Fine gray sand with little gray clay ................................ 
Fine brown sand with brown clay .................................... 
Coarse white sand with little white clay ..'..................... 
Coarse gray sand .........................................' ..................... 
(Continued on next page) 


Thickness 
(feet) 
7 
7 
2 
13 
3 
1 
3 
4 
7 
2 
4 
37 
5 
5 
7 
11 
2 
6 
4 
1 
2 
21 
2 
2 
2 


Depth 
(feet) 
7 
14 
16 
29 
32 
33 
36 
40 
47 
49 
53 
90 
95 
100 
107 
118 
120 
126 
130 
131 
133 
154 
156 
158 
160 



38 


S-5140T. (Continued) 


Coarse white sand ..,.......... ......, .. ...... ..... ....... ........ ..........'.. 
Coarse gray sand ' . , ,... ., " . .,'... ,.......... "" ................ ...... . 
Fine gray sand with gray clay ..................................'..... 
Very coarse white sand ....'..'............................................. 
Fine gray sand and clay ........................,....'...................... 
Coarse gray sand '.,.....,'..,.......................'......................'.... 
Coarse white sand ,.,....."'............"".........,'...........'...,,..'.. 
Fine gray sand .... ,., . ,.' '..... ...,...... "....... "....' ........ ., ...,.... ..... 
Very coarse white sand ..............................................:..... 
Fine brown sand and clay .................................................. 
Hardpan and gray muck ........................................'........... 
Gray sand and clay '..'....................... ................................ 
Coarse white sand, very little clay.................................... 
Fine gray sand and gray clay .........................'..'............... 
Hard gray clay ",'.,..'.........'.................'...............'............... 
White sand with gray clay ........'..'.... ..'............................ 
Very coarse gray sand '.....,..,...,.......................................... 
Very coarse white sand ........'............................ ..........'... 
Hard gray clay with sand ......... ...................................... 
Casing: 4 inches. 
Screen: 15 fe2t of 4 inch with bottom at 194 feet. 
Pumping test: 
May 27, 1947. 


4 
9 
2 
12 
3 
4 
8 
3 
4 
2 
4 
7 
6 
7 
2 
15 
4 
9 
5 


Duration: ' .. ........ ........ ....... .....'..............,........ 
Sta tic water level: ........ ..'.....................'...... 
Dra wdown : ,........ ...., ......, ...... .. ......... ....' 
Yield: '" ,'., " '.'... .... ........'. .......' ....,'.. ............" ,... ,'..... 


164 
173 
175 
187 
190 
194 
202 
205 
209 
211 
215 
222 
228 
235 
237 
252 
256 
265 
270 


48 hours 
7 feet 
18 feet 
40 gpm 


,8-5162. (E-9) Long Island Lighting Company, Woodbine Avenue, Northport. Drilled 
by C. W. Lauman & Co., Inc., February 19, 1947. 
Log: 


Unknown ", ............. ...... '..... ................'..' 
Very dirty sand, large stones ..............'..... '.. ... ............'.. 
Very fine dark brown sand, stones .................................... 
White sand, large stones, clay, (water) '....'..,.............. 
Medi urn fine brown sand and stones ......... ................'....' 
Medi urn coarse sand and gravel ........,.........'.........'........... 
Dark gray clay.., '..' .... ..'......................................'........ 
Soft dark brown clay and gravel ............'....................... 
Solid brown clay and gravel ......................'....................... 
Medium coarse sand and gravel, clay lumps ...................' 
Medi urn fine sand and stones . ,.....................'..'......'......'.. 
Medium fine sand and gravel ..'..'..................'................... 
Fin e san d ,..' .... ...................... .......... ................................ 
Very fine sand . ....... .... ...................'............................. ..... 
Casing: 8 inches. 
Screen: 20 feet of 6 inch with bottom at 98 feet. 
Pumping test: 
February 19, 1947. 


Thickness 
(feet) 
8 
5 
8 
6 
5 
17 
8 
4 
3 
3 
8 
12 
5 
6 


Depth 
(feet) 
8 
13 
21 
27 
32 
49 
57 
61 
64 
67 
75 
87 
92 
98 


Duration: '........ ...... ..... ....... ........... ..... ......... 8. hours 
Static water level: .................... flows at 1.5 feet head 
Drawdown: .... .........................'..... ...... ....... 19 feet 
Yield: ..........,.. ....... ....... .............................. 322 gpm 



S-5163. 
Lindenhurst. 
grade. 
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(C-9) Charles Kass, (Babylon Milk and Cream Co.,), East Hoffman Avenue, 
Drilled by Henry Mathies, January 28, 1947. Log begins at 7 feet below 


Log: 


Thickness 
(feet) 
21 
14 
27 
1 


Depth 
(feet) 
28 
42 
69 
70 


Coarse brown sand and gravel , '..'.........., ....................., 
Medi urn brown sand and gravel ........................................ 
Coarse brown sand and gravel ........................................ 
Medi urn w hi te sand, gravel and sea shells ..'..................... 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 68 feet. 
Static water level: ............,................'.............. 7 feet 
Yie1d : .,...,. . .....,.. ..... ........ .......,.. .............' .., . .. ..... 300 gpm 


S-5171. (D-17) 
April 15, 1947. 
Log: 


Philip Gordon, River Avenue, Eastport. 


Drilled by Cornelius Keck, 


Thickness 
(feet) 
.....,..........,...............,....,............................... 25 
. . . . . . .. . .. . .. .. . . .. .. .. . .. .. . .. .. .. .. , . . . .. .. .. .. .. . , .. .. .. . .. . .. .. . 1 7 


Medi urn sand .. 
Coarse sand .. 


Depth 
(feet) 
25 
42 


Casing: 4 inches. 
Screen: 10 feet of 4 inch with bottom at 42 feet. 
Pumping test: 
April 4, 1947. Duration: ..,...................................................... 2 hours 
Static water level: ................................................ 19 feet 
Yield: ,.,..,.....................,.....,........................','......... 50 gpm 


S-5196. (E-17) Long Island Lighting Company, Mill Road, Riverhead. 
C. W. Lauman & Co., Inc., June 3, 1947. 
Log: 


Thickness 
(feet) 


Black sandy loam ...,.,.......................................................... 1 
Reddish brown sand, clayey .........,.................................... 5 
White fine clean sand ................... ......................,.. ......'..... 6 
Whi te fine clean sand and grits ........................................ 8 
White fine clean sand ' ...................................................... 20 
Yellow sand and gravel.............,...................................... 2 
Gray clayey sand and grits (no life) ....................,........'.. 5 
Gray sand and gravel (clayey, no life) '..'........'....,..'....... 13 
Gray sand and gravel (not as clayey, some life) ............ 26 
Fine clayey sand below 86 feet. 
Casing: 10 inches. 
Screen: 16 feet of 10 inch with bottom at 85 feet. 
Pumping test: 
June 3, 1947. 


Drilled by 


Depth 
(feet) 
1 
6 
12 
20 
40 
42 
47 
60 
86 


Duration: ,.,.. .,....,. ......'. '... ,...'..... ....., '.'...., ..,. '.".... '" 7!
 hours 
Sta tic water level: .................................,.............. 10 feet 
Drawdown: .,......,......................................,.....,....., 26 feet 
Yield: .'...............................................................,.... 319 gpm 
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S-5565. (F-18) Anthony Sini, Prince Road, Rocky Point Landing. 
Timmann, September 18, 1947. 


Log: 


Thickness 
(feet) 


Clean sand, streaks of gravel ...'.... ...........................,......, 125 
Clean sand, some mica ........................................................ 6 
Dirty fine sand .............................,...................................... 9 
Coarse sand ...."...........,.................. ............... ..................... 6 
Streak of dirty fine sand .................................................... 1 
Clean sand, some gravel .................................................... 17 
Coarse sand ......... .................. ...... ....................................... 13 


Casing: 10 inches. 
Screen: 21 feet of 10 inch with bottom at 177 feet. 


Drilled by John 


Depth 
I(feet) 
!125 
131 
140 
'146 
147 
164 
177 


Pumping test: 
September 10, 1947. Duration: ........,........................................,.. 21 hours 
Static water level: .................................... 12,3' feet 
Drawdown: .....................,.......................... 10 feet 
Yield: ..,......,.............,.......................,.,..,..',. 500 gpm 


S-5588. (E-9) R. E. Bucknam, Crescent Drive, Huntington Bay 
Drilled by Long Island Water Supply Co., Inc., June 16, 1947. 


Log: 


Thickness 
(feet) 


Topsoil .,' ,....... " ,." ,.' ,'..' ". ..,.,..', .,. .". ..', "....' .'.... ..... '" ........... 2 
Large stones and gravel ................. ........,........,................ 8 
Coarse sand and gravel ....,....,....................................:..... 30 
Brown clay mixed with sand and gravel.......................... 10 
Coarse sand and gravel ............,....................................... 18 
Coarse sand and gravel mixed with clay ...... .....,..,........ 5 
Coarse sand and gravel ........,........,.................................. 9 
Hard brown clay ,................,..,....,....,..,........,..................... 13 
Brown sand and gravel ....,.........................., ................... 10 
Soft brown clay ."....,.""...",..".,.,.,..........."......................,.,. 7 
Hard brown clay ,.......",...."......."..".."..................,........... 21 
Coarse brown sand and heavy gravel................. .............. 15 


Casing: 6 inches. 
Screen: 5 feet of 6 inch with bottom at 147 feet. 


Pumping test: 
June 12, 1947. 


H111S. Huntington. 
Depth 
(f
et) 
2 
10 
40 
50 
68 
73 
82 
95 
105 
112 
133 
148 


Duration: ,..,....,......"........,.................................... 4 hours 
Static water level: '............ ............ ..................... 78 feet 
Yield: ..... .. .. .... .... ..' ..... .. ' . ................ ........ ........ ....... 30 gpm 
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Fred Schait, Mastic Beach. Drilled by Duffield Construction Com- 


S-5591. (D-15) 
pany, June 17, 1947. 
Log: 


Beach sand . .' . ......'....,......................................................... 
Beach mud and bog ..'......................................................... 
Coarse sand and gravel ...................................................... 
Coarse gray sand ................................................................ 
Coarse w hi te sand .. .. .. .. .. .. .. .. .. .. .. .. .. . .. .. . .. .. .. .. . .. . .. .. . .. .. . . . . .. . 
Solid green clay .,..'............,.................................................. 
Green sandy clay ............................................................... 
Solid black clay............. ... ........ ......... .......... ........ ........ ...... ... 
Solid green clay .....................................,............................ 
Solid black clay .................................................................... 
White sandy clay ................................................................ 
Black silty sand .................................................................. 
White sand with wood ........................................................ 
Casing: 6 inches. 
Screen: 8 feet of 6 inch with bottom at 306 feet. 


Static water level: flows 


Thickness 
(feet) 
3 
8 
29 
40 
20 
10 
20 
70 
10 
40 
40 
5 
11 


Depth 
(feet) 
3 
11 
40 
80 
100 
110 
130 
200 
210 
2,50 
290 
295 
306 


S-5602. (G-19) Walter Bialeski, North Road, Cutchogue. Drilled by Raymond Zam- 
ber, March 29, 1947. Log shows 110 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 110 feet. 
Pumping test: 
March 29,1947. Duration: ............................................................ 1 hour 
Sta tic water level: .. .. .... . .. . .. . .. .. ... .. .. .. .. .. .. .... .. .. .. 65 feet 
Drawdown: ........................................................ 31 feet 
Yield: .................................................................. 700 gpm 


S-5615. (F-22) Anthony Tiska, Millstone Road, Bridgehampton. Drilled by Long Is- 
land Water Supply Co., Inc., June 6, 1947. 
Log: 


Topsoil .................................................................................. 
Brown clay ,.,....................................................................... 
Medi urn sand ........................................................................ 
Sand and gravel ."..............,............,.............,..................... 
Coarse sand and gravel ...................................................... 
Medium sand and gravel.................................................... 
Coarse sand and gravel ...................................................... 
Coarse sand ,,', . ., .., ,.. ................................................... ....... . 


Thickness 
(feet) 
2 
5 
13 
20 
40 
40 
20 
15 


Depth 
(feet) 
2 
7 
20 
40 
80 
120 
140 
165 


Casing: 12 inches. 
Screen: 20 feet of 12 inch with bottom at 161 feet. 
Pumping test: 
June 6, 1947. Duration: ................................................................ 4 hours 
Static water level: ................................................ 107 feet 
Yield: ..,..............:.......,............................................. 600 gpm 
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S-5,640. (D-17) H. R. Culver, Tanners Neck Lane, Westhampton. Drilled by Cor- 
neli us Keck, April 8, 1947. 


Log: 


Medi urn sand ....,.......,..,............."....................... ..,..........,... 
Coarse sand ",.,...,.,...,.........,........,........................................ 
Casing: 6 inches. 
Screen: 16 feet of 6 inch with bottom at 43 feet. 
Pumping test: 
April 8, 1947. 


Thickness 
(feet) 
36 
7 


Depth 
(feet) 
36 
43 


Duration: .....'..................................... ................... 4 hours 
Static water level: ,............................................. 5 feet 
Yield: .. .. .. .. .. .. . .. . .. .. .. .... .. .. .... .. . .. . .. .. .. .. .... ............... 300 gpm 


8-5665. (F-19) John F. McNulty, Laurel Lane, Laurel. Drilled by John Timmann, 
June 7, 1947. 


Log: 


Hard soil '..,..... .,'... ..,.......................................................,.. 
Clean sand and gravel ........................................................ 
Brown clay ",.,................,.................................................... 
Clean coarse sand and gravel ............................................ 
Clay below 46 feet. 
Casing: 8 inches. 
Screen: 22 feet of 8 inch with bottom at 44 feet. 
Pumping test: 
June 7, 1947. 


Thickness 
(feet) 
8 
17 
1 
20 


Depth 
(feet) 
8 
25 
26 
46 


Dura tion: ................................................................ 4 hours 
Sta tic water level: ................................................ 11 feet 
Yield: .................'......... ....................................,...... 500 gpm 


S-5779. (C-12) National Dairy Research Labo, Idle Hour Estate, Oakdale. Drilled by 
Duffield Construction Co., August 14, 1947. 


Log: 


Topsoil .",..".,..,.,..,..,..".................................,.................... 
Brown sand and gravel.........,.......................,.................... 
Whi te sand and gravel .....,...,..........,..........,.....,..............,... 
Whi te sand " ,. . ,. " .,..., '" ....,... ........ . ...... ........,.....'..,.... 


Thickness 
(feet) 
3 
7 
35 
10 


Casing: 8 inches. 
Screen: 10 feet of 8 inch with bottom at 55 feet. 
Pumping test: 
August 14, 1947. Duration:,..........,..............,........ ............ 
S ta tic water level: .. .. .. .. .. .. . .. .. .. .. .. .. .. .. .. .. .. . .. .. 
Drawdown: .,..................................,............... 
Yield: . .... .........."...... ...... .................,.... ....... .... 


Depth 
(feet) 
3 
10 
45 
55 


2 days 
9 feet 
7 feet 
200 gpm 
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S-5834. (D-12) Town of Islip (MacArthur Airport), Smithtown Avenue, Ronkoil- 
koma. Drilled by C. W. Lauman & Co., Inc., October 1, 1947. 
Log: 


Sand and large gravel ........................ ............................... 
Sand and small gravel ................'....................................... 
Medi um sharp sand ...,........................................................ 
Casing: 12 inches. 
Screen: 31 feet of 12 inch with bottom at 132 feet. 
Pumping test: 
September 29, 1947. 


Thickness 
(feet) 
58 
74 
2 


Depth 
(feet) 
58 
132 
134 


Duration: ,'..,.,.'........................................... 2Y2 hours 
Sta tic water level: .................................... 57 feet 
Dra wdown: .. .. .. .. . .. .. .. . .. ' .. .. .. . .. .. .. .. .. .. .. .. ... .. . 18 feet 
Yield: .....,... ......., ... ,.... .. . . .... ..,......,............... 820 gpm 


S-5883. (C-9) Long Island Lighting Company, Sprucewood Street, West Babylon. 
Drilled by C. W. Lauman & Co., Inc., August 8, 1947. 
Log: 


Brown sand and gravel ...........'... ..... ....... ..... ........... ......... 
Coarse sand and little gravel............................................ 
Coarse sand and gravel .........................................'............ 
Casing: 8 inches. 
Screen: 11 feet of 6 inch with bottom at 54 feet. 
Yield: 69 gpm. 


Thickness 
(feet) 
6 
24 
25 


Depth 
(feet) 
6 
30 
55 


S-5902. (F-13) Long Island Lighting Company, North Country Road, Port Jefferson. 
Drilled by C. W. Lauman & Co., Inc., April 6, 1948. 
Log: 


Loam and large gravel ..........,'.................................'.......... 
Coarse sand and large gravel ............................................ 
Fine gray sand and grits .................................................... 
Fine brown sandy clay ......................................' .............. 
Coarse brown sand, grits and gravel ....'......................... 
Fine light gray sandy clay ...........,.................................... 
Light brown medium coarse sand .................................... 
Medium coarse brown sand, clay lumps and hardpan .... 
Fine light brown sandy clay ........' .......'......, 
Fine light brown sandy clay and lumps of 
gray clay .............................. ..'............. .............. 23 
Solid gray clay '..,...................... ...... ....'...............,..............' 4 
Fine gray sandy clay '.....'................................................... 67 
Light brown sandy clay .................................................... 14 
Solid gray clay .................................................................... 11 
Light gray fine sandy clay ....'........................................... 53 
Dark gray fine sandy clay ................................................ 25 
Light brown fine sandy clay............................................ 8 
? .................................................... ....................... 12 


(Continued on next pag,e) 


Thickness 
(feet) 
2 
7 
22 
30 
51 
27 
12 
5 
33 


Depth 
(feet) 
2 
9 
31 
61 
112 
139 
151 
156 
189 


212 
216 
283 
297 
308 
361 
386 
394 
406 



44 


S-5902. (Continued) 


Fine brown sand .................................................................. 
Medi um fine brown sand and some grits ........................ 
Coarse brown sand ............".."............,............................. 
Coarse brown sand, gravel and grits ' ...................'.......... 
Very fine brown sandy clay below 529 feet. 
Casing: 12 and 8 inches. 
Screen: 42 feet of 8 inch with bottom at 530 feet. 
Pumping test: 
April 6, 1948. 


66 
11 
31 
15 


472 
483 
514 
529 


Duration: '..' ..,......,.. ,.........,..........................'..... 7 1 /2 hours 
Static water level: .............................................. 127 feet 
Dra wdown: ' '. . . ,.. ... ...... ,............... ..... ..... ...... .,.... '" 44 feet 
Yield: . ... . .................... .......... ............................ ..'.. 660 gpm 


Note: Water Temperature 52 0 F. 


S-5915. (G-23) Peter Feterico, Fort Pond Boulevard, Springs. 
Schellinger, August 13, 1947. 
Log: 


Unknown ,....,..",'.'..........,. '..............'.....'.,...............,......... . 
Hard and stony .........' .. ........... '.. ....'.... ...,.... .......... ........... 
Sand and gravel , ,'.. .. . ..,. .,......' .......,.......... ,....... ...... ........... 
Casing: 4 inches. 
Screen: 5 feet of 4 inch with bottom at 67 feet. 
Static water level: 44 feet. 


Thickness 
(feet) 
9 
11 
56 


Drilled by Erwin 


Depth 
(feet) 
9 
20 
76 


S-5997. (G-25) Long Island State Park Commission, Hither Hills State Park, Mon- 
tauk. Drilled by Eastern Well & Pump Co., July, 1948. Log begins at base of pump (3 
feet below grade) . 


Log: 


Topsoil, clay and sand .. ...... ,......,........,.... ....'.........'........ 
Gray sandy clay and brown sand .................................... 
Fine brown sand, few stones and clay ..........'................. 
Coarse brown sand, gri ts, gravel and boulders .............. 
Brown sand, grits, gravel and stones................................ 
Coarse light brown sand, grits and gravel........................ 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 112 feet. 
Pumping test: 
November 25, 1948. 


Thickness 
(feet) 
7 
6 
7 
26 
54 
20 


Depth 
(feet) 
7 
13 
20 
46 
100 
120 


Duration: ....' .......... ........ ...... ...............,...... 8 hours 
Static water level: .................................... 69 feet 
Dra wdown : ................................................ 11 feet 
Yield: .......................................................... 285 gpm 
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S-6028. (F-18) Henry Hallock, Pier Avenue, Riverhead. Drilled by Raymond Zam- 
ber, February 17, 1948. 
Log: 


Loam ..,.............................,................................................... 
Sand and gravel .................................................................. 
Fine sand ..... ....................................................................... 
Fine sand and mica ............................................................ 
Coarse sand ..............,.... .. ....., ......... ..... ...... " ....................... 


Thickness 
(feet) 
4 
30 
35 
10 
42 


Depth 
(feet) 
4 
34 
69 
79 
121 


Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 121 feet. 
Pumping test: 
February 17, 1948. Duration: ......,......,...................................... 1 hour 
Static water level: .................................... 55 feet 
Drawdown: ................................................ 30 feet 
Yield: .......................................................... 900 gpm 


S-6052. (F-13) William Herman, Pipe Stave Hollow Road, Mt. Sinai. 
Duffield Construction Co., December 15, 1948. 
Log: 


Topsoil ,...'........... ......... ...... ............ .......... .... ......................... 
Hardpan and heavy gravel ................................................ 
Brown clay ......................................................,................... 
Gray clay ....,.. ..................................................................... 
White sandy clay ................................................................ 
Solid white clay.. ... ........... ... .............. .......... ........ ...... ......... 
Fine gray sand .................................................................... 
Coarse white sand ........".,....,.......".......,..............,............. 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 296 feet. 
Pumping test: 
November 16, 1947. 


Thickness 
(feet) 
3 
140 
13 
64 
20 
30 
6 
20 


Drilled by 


Depth 
(feet) 
3 
143 
156 
220 
240 
270 
276 
296 


Duration: ..,.......".....,.................................. 4 hours 
Sta tic water level: ...................................... 125 feet 
Drawdown: ................................................ 80 feet 
Yield: .......................................................... 260 gpm 


S-6059. (G-20) Anton J. Kull, Indian Neck Lane, Peconic. Drilled by Raymond Zam- 
ber, October 29, 1947. 
Log: 


Fine sand with clay ............................................................ 
Sand and gravel ,.......,......................................................... 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 78 feet. 
Pumping test: 
October 29, 1947. 


Thickness 
(feet) 
40 
38 


Depth 
(feet) 
40 
78 


Duration: ,........,.............................................. 8 hours 
Static water level: ........................................ 3 feet 
Drawdown: .................................................... 17 feet 
Yield: ..... ,........... ............................................. 400 gpm 
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S-6111. (H-24) 
Inc., June 16, 1948. 
Log: 


Gardiner Estate, Gardiner's Island. Drilled by C. W. Lauman & Co., 


Thickness 
(feet) 
1 
7 
48 
11 
7 
5 
24 


Topsoil,................ " .....,............................ ... ........... 
Gray sandy clay. ......,..,....., ...'.......................................... 
Coarse light brown sand ,...............,...................,............... 
Coarse light brown sand and gravel '....... ...................... 
Brown sandy clay .........,.,....,..............,................................ 
G ray sandy clay .. .. .. . .. ' ... ............................................. .... 
Coarse brown sand ",.,,'..,.."..... .'...................................... 


Depth 
(feet) 
1 
8 
56 
67 
74 
79 
103 


Casing: 8 inches. 
Screen: 8 feet of 6 inch with bottom at 101 feet. 
Pumping test: 
January 16, 1948. Duration:...... .................................................. 5 hours 
Sta tic water level: ........................................ 54 feet 
Drawdown: ............................................ ....... 4 feet 
Yield: ........................,..................... ......... ....... 38 gpm 


S..I6129. (C-9) St. Charles Cemetery, (Roman Catholic Diocese of Brooklyn), New 
Highway, Pinelawn. Drilled by C. W. Lauman & Co., Inc., June 9, 1948. Log shows 75 feet 
of coarse brown sand and heavy gravel. 
Casing: 12 inches. 
Screen: 21 feet of 12 inch with bottom at 75 feet. 
Pumping test: 
June 9, 1948. Duration:......,...........'......,.................................... ..29 
 hours 
Static water level: .........,.................. ................... 21 feet 
Dra wdown: . .,..... . '. ,. ...,'.., ....' .,. ............... ...., ,.......... 8 feet 
Yield: '.'...'.'..'.,....',.........,..,.',.......,..,..,. 400 gpm 


S-6148. (G-20) Paul Orlowski, Sterlings Lane, Cutchogue. 
ber, May 11, 1948. Log shows 80 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 79 feet. 
Pumping test: 
June 2, 1948. 


Drilled by Raymond Zam- 


Duration: "...'..,..'.'......'.........,.....',.'.'..........', 
Static water level: . .....'.. .................... ......., .... '... ... 
Dra wdown: .' ... .... ........................ ...................", ..... 
Yield: . ,."'.....,............'....,.........................,..,'.,........ 


1 hour 
31 feet 
23 feet 
600 gpm 


S-6149. (G-20) John Pietrewicz, Cox Lane, Cutchogue. Drilled by Raymond Zamber, 
May 19, 1948. Log shows 85 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 84 feet. 
Pumping test: 
June 17, 1948. Duration: ....,....................................................... 1 hour 
Static water level: ............................................ 33 feet 
Drawdown: ........................................................ 30 feet 
Yield: .................................................................. 500 gpm 



47 


S-6187. (C-13) Benjamin Tabatchnik, South Main Road, Bluepoint. Drilled by Duf- 
field -Construction Company, April 9, 1948. 


Log: 


Meadow bog, sand and salt water ,..,................................ 
Dark gray clay ",......",..,."......""",..,..,....................:.......... 
Black clay ""....".,....".......................................................,.. 
Green sandy clay ,..,.,...,...................................................... 
Black clay ,.""....,."..............',......"...................................... 
G ray sandy clay .',.....",.....,..........,.,.................................. 
Sand and wood "".,..".,..,..,................................,................. 
Casing: 6 and 4 inches. 
Screen: 6 feet of 4 inch with bottom at 310 feet. 
Static water level: 2 feet. 


Thickness 
(feet) 
100 
53 
10 
34 
84 
9 
20 


Depth 
(feet) 
100 
153 
163 
197 
281 
290 
310 


S-6230. (F-17) Frank Kolesa, Sound Avenue, Calverton. Drilled by Karlson and 
Reed, Inc., May 22, 1948. 


Log: 


Topsoil and loam "..,,'.',. ... ..,...............'.... ........ .... ... ..... ....... 
Sand and gravel ."....."......,........,...................................... 
Brown clay ..."....,................................................................ 
Medium coarse sand ",."...................,................................ 
Clean coarse sand and gravel ............................................ 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 105 feet. 
Pumping test: 

lay 22, 1948. 


Thickness 
(feet) 
5 
35 
15 
10 
41 


Depth 
(feet) 
5 
40 
55 
65 
106 


Duration: ",...,.,.',.,..,.......................... ',' . . . . . . . . . . . . . . . . . . . 2 hours 
Static water level: ................................................ 66 feet 
Dra wdown: ................ ............. ...............,.' .... ., ,...... 15 feet 
Yield: ....,............,.......,............................................ 500 gpm 


S-6325. (F-14) Great Neck Council Girl Scouts, Inc., Landing Road, Miller Place. 
Drilled by John Timmann, July 29, 1948. 


Log: Thickness 
(feet) 
Very coarse sand, stones and sub soil ................................ 14 
Very coarse grain sand and gravel, with an 
occasional stone which had to be drilled out .,.. 137 
Casing: 6 inches. 
Screen: 8 feet of 6 inch with bottom at 147 feet. 
Pumping test: 
July 2, 1948. Duration:................... .........'.......... ............ ............... 
Static water level: .................................................. 
Yield: . , . . . .. .. ' .. . .. . .. , .. .. .. . .. .. . .. .. .. . .. . .. .. .. .. .. .. . . . . .. .. .. . .. . .. .. . 


4 


Depth 
(feet) 
14 
151 


2 hours 
120 feet 
50 gpm 
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S-6362. (D-9) George Cameron, Pidgeon Hill Road, Melville. Drilled by Fred Habe- 
nicht & Son, August 19, 1948. 
Log: 


Topsoil ",."" '.. ",.,'. ,.,.' "...,.,'.., ". .' '.,..". ,..., ........ ......... 
Clay and loam ',.,',..".......,.......",....,...,...,...,...,...............,... 
Coarse gravel, sand .".....,",.,..",.....",.....,................,.......... 
Yellow sand .., , '" " '" ", '. '.. ". ., ...... .' .,.. ...' ", ,.. ...,.. ....,.............. 
Hard white sand """,.,'"."."".....".....,.,......"..................... 
Coarse sand, very hard ,.,'..,'.",....",.....,.,.....,.........,......... 
Coarse and fine sand ',..'.,."..,'..",."""",.""""",..",.......,.. 
Muddy sand ",..,.,"',..,.,................,......,.,.,..."......,............... 
Fine and coarse sand ,."....".............................................. 
Li ttle water bearing sand .... .. .. .. .. .. .. .. .. .. .. .. .. . .. . .. .. .. .. .. . .. .. . 
Casing: 10 inches. 
Screen: 25 feet of 8 inch with bottom at 197 feet. 
Pumping test: 
August 7, 1948. 


Thickness 
(feet) 
3 
6 
14 
46 
9 
26 
46 
11 
36 
6 


Depth 
( feet) 
3 
9 
23 
69 
78 
104 
150 
161 
197 
203 


Dura tion: "..,.,. ' , , . ' . . . , , . . . . . . . . . . . . . . . , . . . . . . . , . . . . . . . . . . . . . . . , , . 4 hours 
Static water level: ............................................ 89 feet 
Dra wdown: . ,..... ....'........ ......................... ".,.... ,., 74 feet 
Yield: ,."..,.,.,...,..,."..."...".........,......,..,..,..,.".,.,., 610 gpm 


S-6371. (E-16) Paul R. Warner, East Moriches. Drilled by Long Island Water Sup- 
ply Co., April 30, 1948. Log shows 106 feet of sand and small gravel. 
Casing: 12 inches. 
Screen: 15 feet of 12 inch with bottom at 102 feet. 
Pumping test: 
April 30, 1948. Duration:........,....,................,.........................,... 4 hours 
Sta tic water level: ......................................'..... 53 feet 
Dra wdown: . .. . .. .. .. .. .. .... .. .. .. .. . . .. . .. .. . .. . .. . .. . . .. .. . .. .. . 2 8 feet 
Yield: ................................. ....... .....................'.... 575 gpm 


S-6409. (E-15) Brookhaven National Laboratory, southeast corner of Camp Upton, 
Upton. Drilled by Layne-New York Co., Inc., October 28, 1948. 


Log: 


Sand, gravel and boulders ................'............................... 
Sand, fine gravel .,......"......".,................................,........... 
Medium fine sand ."........,.................................................... 
Coarse brown sand .,.".,.....,........,...".."......,...................... 
Coarse brown sand and fine gravel ....,........................... 
Coarse gravel and black silty clay .................................... 
BI ue clay ",.,,'. ' , . . . , . . . , . . . . . . , . . . . . . . , . . . . . . . , . , . . . . . , . . . . . . .. . . . . . . . . . , . . . . .. " . . . 
Fine gray sand .,',..,."......,.",..""......"................................. 
Fine gray sand, streaks of clay ..'..................................... 
Sandy clay and mica ........"".....,.,.............,.......,................ 
Streaks of sand and clay ....,............................................. 
Sand, clay and mica ........,.......,.........,............................... 
Cemented sand ,",..,.".,....""....,.......,......."......".................. 
Coarse gray sand, streak of cemented sand .................... 
Cemented sand "',.".........,..,..,.,.,.....,.......,........,.................. 


(Continued on next page) 


Thickness 
(feet) 
46 
41 
65 
18 
13 
12 
13 
12 
14 
19 
10 
21 
1 
7 
3 


Depth 
(feet) 
46 
87 
152 
170 
183 
195 
208 
220 
234 
253 
263 
284 
285 
292 
295 



S-6409. (Continued) 


Hard packed sand ".............................................................. 
Fine sand and large gravel ................................................ 
Fine to coarse sand and large gravel ................................ 
Blue clay ,...,...,..... . .. .. , . .. .. . .. .. .. . .. . .. . .. .. .. .. ." . . .. .. . .. .. .. . .. . . ., . .. . .. .. 
BI ue clay and streaks of large gravel ................................ 
Streaks of sand and clay.................................................... 
Sandy clay , ,.,..... ........ ,........................................................ 
BI ue sandy clay ..".....,..,.".,.."......",..................................... 
Streaks of fine sand and gray clay '................................... 
Clay, san d, and lignite ........................................................ 
Sandy clay , ., ,... ., ".. " ." ". .... .. . .............................................. 
Streaks of sand and clay .................................................... 
Streaks of fine sand, clay and lignite ............................ 
Fine sand and white clay ................................................ 
Hard white clay ".........,...................................................... 
Coarse sharp white sand .................................................... 
Coarse sand and streaks of white clay ............................ 
Hard white clay ,'.,....",.....,................................................. 
Clay, sand and lignite ........................................................ 
Clay """,.',,'.',.,'.',...........,............................,........................ 
Clay, sand and lignite ...............'........................................ 
Streaks of coarse sand and lignite ........'........................... 
Streaks of blue and white clay and sand ........................ 
Medium to coarse white sand ............................................ 
Sand, clay and mica ,.,.",..'"....',.,.,..,..,................................ 
Streaks of sand, clay and large gravel ............................ 
Hard packed sand and streaks of clay ............................ 
Medi um sand, gravel and clay streaks ............................ 
Whi te clay, large gravel and fine sand ............................ 
Hard packed sand, white and red clay streaks ................ 
Sandy clay and streaks of hard blue clay ........................ 
Sand, clay and hard streaks of lignite .............................. 
Fine muddy sand and streaks of blue clay .................... 
Sandy blue clay and streaks of iron pyrites .................... 
Tough blue clay ,..,.......,.................................................... 
Blue clay and hard streaks of wood ................................ 
Tough blue clay, hard lignite and sand rock .................... 
Sandy clay ,..'".."......".........,................................................ 
Sand, gravel and clay streaks ............................................ 
White sandy clay . ........... ... ..,.. .'........................................ 
White sandy clay, streaks of sand and gravel................ 
Coarse sand and gravel .... .. .. .. .. .. .. .. " .... .. .. . . .... .. .. ...... .. .. .. .. 
Coarse sand and gravel and white clay............................ 
Whi te sandy clay, sand and gravel ....... ..... .. .... . . . .. . .. .. .. .. 
Black clay, streaks of white' sandy clay ........................ 
Large gravel, streaks of brown clay ................................ 
Soft streaks of brown clay, white sandy clay 
and gravel ,.,.....,..,.........,...................................... 
Large gravel, coarse sand and streaks of clay .,.............. 
Sandy white streaks of hard clay ........'........................... 
Large gravel and sandy clay ............................................ 
Sandy white clay, streaks of fine gravel........................ 
Sandy white clay ...........................,......,............................. 
Tough red clay ".,.,...,..............,...,....................................... 
White clay and sand .............,..............,............................... 
Hardrock ..........,..............,...............,.................................... 
(Continued on next page) 


16 311 
7 318 
31 349 
9 358 
15 373 
33 406 
17 423 
54 477 
43 520 
7 527 
35 562 
15 577 
39 616 
4 620 
1 621 
10 631 
9 640 
2 642 
22 664 
5 669 
10 679 
33 712 
54 766 
53 819 
43 862 
38 900 
27 927 
33 960 
10 970 
122 1092 
29 1121 
23 1144 
11 1155 
5 1160 
6 1166 
22 1188 
45 1233 
12 1245 
23 12,68 
10 1278 
57 1335 
15 1350 
17 1367 
5 1372 
12 1384 
3 1387 
25 1412 
24 1436 
32 1468 
11 1479 
10 1489 
34 1523 
10 1533 
29 1562 
29 1591 
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S-6409. (Continued) 
Casing: 12 and 8 inches. 
Screen: 25 feet of 8 inch with bottom at 1434 feet. 
Pumping test: 
October 28, 1948. Duration:..,..................................,.......... 40 hours 
Static water level: ..................'.........,........... 83 feet 
Dra wdown: ..... '... '....... ..........'.... .....,. .....".. .... 117 feet 
Yield: .............................................................. 125 gpm 


S-6410. (F-15) Brookhaven National Laboratory, Upton. Drilled by C. W. Lauman 
& Co., Inc., September 29, 1948. 
Log: 


Loam and gravel ...., ..,......... ............................................. 
Sand and gravel " ,',."."",..........,........................................ 
Sand and gravel, some clay ................................................ 
Gravel ,.", , ",.....,.....,.,.......,...........................,."........ 
Sand and gravel ............... .... ....... .............. ...... 
Casing: 4 inches. 
Screen: 5 feet of 4 inch. 


Static water level: 64 feet. 


Thickness 
(feet) 
2 
34 
10 
11 
21 


Depth 
(feet) 
2 
36 
46 
57 
78 


S-6418. (E-15) Brookhaven National Laboratory, Upton
 Drilled by C. W. Lauman 
& Co., Inc., October 14, 1948. 
Log: 


Loam and gravel .. ....... ................................... ............ 
G ravel " , ,', " .. '..". "...' , , ,.............................................. 
Sand and gravel ................................................................. 
Casing: 4 inches. 
Screen: 5 feet of 4 inch with bottom at 142 feet. 
Static water level: 105 feet. 


Thickness 
(feet) 
3 
10 
129 


Depth 
(feet) 
3 
13 
142 


S-6434. (E-15) Brookhaven National Laboratory, 1.8 mile northeast of well S-6409, 
Upton. Drilled by Layne-New York Co., Inc., March 4, 1949. 
Log: 


Sand, gravel and boulders ................................................ 
Fine sand and gravel .........,.............................................. 
Sand, gravel and clay balls ................................................ 
Hard packed sandy clay ',.,....".....".,................................. 
Black clay , '. .", ", '..,,'.'.... ,.................. ....................... 
Sandy clay '" .,.,.,",..."......,",.....,.......................................... 
Sandy clay and mica ",..,.."......,.......,..,................................ 
Sand and streak of clay and lignite ................................ 
Sandy clay and hard streaks ............................................ 
Fine muddy sand, fine gravel and clay ............................ 
(Continued on next page) 


Thickness 
(feet) 
68 
74 
15 
85 
6 
40 
56 
75 
22 
21 


Depth 
(feet) 
68 
142 
157 
242 
248 
288 
344 
419 
441 
462 



S-6434. (Continued) 


53 
12 
21 
33 
10 
15 
9 
24 
37 
80 
11 
22 
40 
48 
30 
5 
5 
10 
11 
28 
42 
24 
5 
6 
71 
5 
44 
23 
33 
34 
37 
6 
10 
48 
38 
16 
40 
9 
9 
3 
6 
8 
6 
9 
102 


Blue sandy clay, streaks of sand.. ..................................... 
Medium to coarse sand, streaks of clay and lignite ........ 
Fine sandy clay and lignite ........ , , ,.................................. 
Muddy sand and streaks of black clay .............................. 
Black clay, sand and lignite ...............................'............... 
Tough white clay "",'."""",.",....','..................................... 
Sandy white clay and lignite ............................................ 
Muddy sand, clay and lignite ,........................................... 
Medium coarse muddy sand and lignite ..'......................... 
Medium to coarse muddy sand, clay and lignite ............ 
Sandy clay, streaks of black clay .................................... 
Medium to coarse muddy sand ,......................................... 
Medium sand and fine gravel ..,......................................... 
Sandy clay, streaks of coarse sand and gravel................ 
Coarse sand, large gravel and white clay........................ 
Sandy white clay .,......",....",."."",..,..."............................. 
Sandy white clay, streaks of gravel................................ 
Coarse sand and large gravel ............................................ 
White sandy clay and gravel streaks,............................... 
Coarse sand and gravel ,..,...""..,..".................................... 
Whi te sandy clay, streaks of gravel ................................ 
Tough white clay and streaks of sand ............................ 
Sandy white clay ............................,................................... 
Hard black clay .,..,.,.".......,..,...,.......",............................... 
Sandy white clay ................................................................ 
Tough blue clay ..,......"........,....,........,........... ..................... 
Tough hard clay and hard sand rock ................................ 
Tough clay, black, red and white .................................... 
Sandy clay and fine gravel ...... .. .. .. . .. .. .. .. .. ... .. .. .. . .. . .. .. .. .. .. 
Coarse sand, fine gravel and clay streaks ........................ 
Tough clay streaks, coarse sand and gravel..................... 
Tough black clay ................................................................ 
Whi te sandy clay "".....,......".".....,.....".............................. 
Whi te sandy clay, streaks of coarse sand ........................ 
Coarse gravel, clay and sand ................................,........... 
Very coarse gravel .', , . , , . , . , . , . . . , , , . . , . . . . . . . , . . . , . . . ., . . . . . . . . . . . . . . . . . . . . . 
Whi te sandy clay, streaks coar$e gravel ........................ 
Tough white clay ""....'................,............... ....................... 
Coarse sand, gravel and streaks of clay.......................... 
Tough white clay ",..",.""",...."".,..,................................... 
Clay, sand and gravel.....,......... ........................................ 
Red and w hi te clay ............................................................ 
Coarse sand, red and white clay, ..........,........................... 
Whi te sandy clay ""."..,......"......",.....,............................... 
Weathered rock ,'.,....,....",.""............"..,............................ 
Casing: 16, 10, and 6 inches. 
Screen: 80 feet of 6 inch with bottom at 1392 feet. 
Pumping test: 
June 1, 1949. 


51 


515 
527 
548 
581 
591 
606 
,615 
639 
676 
75,6 
767 
789 
829 
877 
907 
912 
917 
927 
938 
966 
1008 
1032 
1037 
1043 
1114 
1119 
1163 
1186 
1219 
1253 
1290 
1296 
1306 
1354 
1392 
1408 
1448 
1457 
1466 
1469 
1475 
1483 
1489 
1498 
1600 


Duration: ,...."..,..,.., ............... .......... .... .... ...... ......... 24 hours 
Static water level: ................................................ 54 feet 
Dra wdown: ............................................................ 180 feet 
Yield: ..............................................................,....... 469 gpm 
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S-6513. (G-19) Dawn Estates, Inlet Drive, Mattituck. Drilled by C. W. Lauman & 
Co., Inc., December 23, 1949. 


Log: 


Brown medium sand, few grits '........'.............................. 
Brown sandy clay ',.,',..,.,."..".,............................................ 
Brown sharp sand, few grits ............................................ 
Casing: 8 inches. 
Screen: 12 feet of 8 inch with bottom at 108 feet. 
Pumping test: 
November 2, 1949. 


Thickness 
(feet) 
44 
37 
29 


Depth 
(feet) 
44 
81 
110 


Duration: ",.,',."..."......................................... 4 hours 
Static water level: ............,........................... 64 feet 
Drawdown: .."................................................. 16 feet 
Yield: .............................................................. 280 gpm 


S-6613. 
1948. 


(E-16) Paul Melinik, East Manorville. Drilled by Cornelius Keck, July 14, 


Log: 


Medium sand """",.."..,',.,...,..,...."......,.,..."...... ................ 
Sand and medium coarse gravel ........................................ 
Gravel ." " " . , .",,'.. '. ."." ,., , ,'., '.',.......". ......'. ,.,... .............. ....... 
Sand and medium gravel ,............,.................................... 
Casing: 6 inches. 
Screen: 21 feet of 6 inch with bottom at 49 feet. 
Pumping test: 
July 10, 1948. 


Thickness 
(feet) 
5 
35 
2 
7 


Depth 
(feet) 
5 
40 
42 
49 


Duration: ............,................................................... 2 hours 
Static water level: ................................................ 4 feet' 
Drawdown: .,.......,...,.............................................. 20 feet 
Yield: , ,'....., ...... " " . .....".. ..., .... ...................... ..' ........ 500 gpm 


S-6654. (F-16) Marcel Pelis, Edwards Avenue, Calverton. Drilled by Raymond Zam- 
ber, June 18, 1948. 


Log: 


Sand and gravel ",".",'",...,.......,.. ,.....,. .....,.................... ... .. 
Clay "".".",."""".,.."......".,.....".....'........,............................. 
Sand and gravel "',....,........,................................................ 
G ravel . , . . . , . . , , . ' . . . . , , , . . . . .. . . . . . . .. . . . . . . . . . . . . . . . . , . . . . . . . . . . . .. . . . . . . . . . . . . . . . . . . . 
Casing: 12 inches. 
Screen: 20 feet of 12 inch with bottom at 128 feet. 
Pumping test: 
June 18, 1948. 


Thickness 
(feet) 
82 
2 
35 
10 


Depth 
(feet) 
82 
84 
119 
129 


Duration: ,'.' ,..., ,..... ........., ... .................................. 2 hours 
Static water level: .............................................. 86 feet 
Dra wdown: ......... '................... .................. ........... 21 feet 
Yield: ...,...."......,..........,......................................, ,1200 gpm 
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S-'6663. (E-21) Water Mill Fire District, Well #6, Deerfield Road, Water Mill. Drilled 
by Karlson and Reed, Inc., June 29, 1948. Log shows 47 feet of sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 46 feet. 
Pumping test: 
June 29, 1948. Duration:.............................................................. 3 hours 
Static water level: .............................................. 17 feet 
Dra wdown: .... ..... .. .............. ......................... . ....... 12 feet 
Yield: .................................................................... 260 gpm 


S-6696. (G-23) Federated Girl Scout Councils of Nassau County, Flaggy Hole Road, 
East Hampton. Drilled by Erwin Schellinger, June 16, 1948. 
Log: Thickness Depth 
(feet) (feet) 
4 4 
18 22 
49 71 


Unknown ,.""".,..."....'"".,'...,......,.,....,........,.......'.....,......,... 
S tones and some loam ........................................................ 
Sand and gravel ,....,.........,....,........,.......',..,........................ 
Casing: 4 inches. 
Screen: 11 feet of 4 inch with bottom at 67 feet. 
Static water level: 32 feet. 


S-6697. (E-15) Brookhaven National Laboratories, Yaphank. Drilled by C. W. Lau- 
man & Co., Inc., December 23, 1948. 
Log: 


Thickness 
(feet) 
Fill .'........... ....,...........,............... .... ........ ........ .............. ......... 9 
Medium coarse brown sand ................................................ 33 
Coarse brown sand, grits, and gravel................................ 58 
Casing: 12 inches. 
Screen: 26 feet of 12 inch with bottom at 100 feet. 
Pumping test: 
December 23, 1948. 


Depth 
(feet) 
9 
42 
100 


Duration: ...................................................... 5 hours 
Static water level: ............. ........... ......... ..... 38 feet 
Drawdown: .,................................................ 18 feet 
Yield: ,.,..,...........,.......................................... 750 gpm 


(E-16 ) 


Harold Carter, South Street, Manorville. Drilled by Cornelius Keck, 


S-6743. 
July 9, 1948. 
Log: 


Thickness 
(feet) 
22 
18 
3 
10 


Depth 
(feet) 
22 
40 
43 
53 


Fine sand, some clay and mica .......................................... 
Clean sand and fine gravel ................................................ 
Fine sand ..,.,.. .",.....,........... ................................................ 
Sand and fine gravel........................................................... 
Casing: 8 inches. 
Screen: 21 feet of 8 inch with bottom at 53 feet. 
Pumping test: 
July 9, 1948. Duration: .................................................................. 2 hours 
Static water level: .................................................. 15 feet 
Drawdown: .............................................................. 10 feet 
Yield: .........................,.............................................. 400 gpm 
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S-6818. (E-19) Peter Daane, West Landing Road, Hampton Bays. Drilled by Karlson 
and Reed, Inc., July 21, 1948. Log shows 70 feet of sand and gravel. 
Casing: 4 inches. 
Screen: 3 feet of 2 inch with bottom at 70 feet. 
Static water level: 57 feet. 


S-6863. (C-10 ) 
thies, July 28, 1948. 
Log: 


William Friedrich, Midway Drive, Babylon. 


Drilled by Henry Ma- 


Coarse brown sand and gravel '.......,............................... 
Bog "',.,.."',....",."""..,...,,,..,....,..................................,.......... 
G ray clay, sand and gravel ................................................ 
Coarse brown sand and gravel ........................................ 
Black clay .,",.,.,"""",.,.,..."..,..".,........,............................... 
Very fine white sand, gray clay, mica ............................ 
Fine white sand, wood. mica, gray clay ............................ 
Gray clay, very fine white sand .................. ..................... 
Fine white sand, black clay balls, gray 
silt and mica ........,............................................... 3 
B lack clay .., .... ......,..,................................................ ... 8 
Fine white sand, wood, gray clay, water and mica ........ 17 
Fine white sand ,..................,....,......................................... 16 
Casing: 4 inches. 
Screen: 5 feet of 4 inch with bottom at 185 feet. 
Static water level: Flows. 


Thickness 
(feet) 
2 
1 
6 
55 
20 
12 
8 
38 


Depth 
(feet) 
2 
3 
9 
64 
84 
96- 
104 
142 
145 
153 
170 
186 


>/ 
\ \ l 


S-6864. (G-26) 
September 8, 1948. 
Log: 


Long Island Railroad, Montauk. Drilled by C. W. Lauman & Co., Inc., 


Thickness 
(feet) 
7 
62 


Depth 
(feet) 
7 
69 


Fine brown sand and boulders ...........'.............................. 
Coarse brown sand, grits and gravel................................ 
Casing: 8 inches. 
Screen: 13 feet of 6 inch with bottom at 69 feet. 
Pum ping test: 
A ugusst 27, 1948. Static water level: .......................................... 4 feet 
Drawdown: .................................................... 2 feet 
Yield: ..................'.............................,.............. 125 gpm 


S-6905. (D-11) Joseph Hoeffner, Smithtown-Islip Road, Hauppauge. Drilled by East- 
ern Well & Pump Co., August 16, 1948. 
Log: 


Clean coarse brown sand and gravel ......... ...................... 
Dirty brown sand and grits ........................ ....................... 
Dii-ty light brown sand and grits .................................... 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 41 feet. 


Thickness 
(feet) 
30 
2 
9 


Depth 
(feet) 
30 
32 
41 


Pumping test: 
August 16,1948. Static water level: ............................................ 7 feet 
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S-6922. (F-19) Henry Romanowski, Main Road, Laurel. Drilled by Raymond Zam- 
ber, October 8, 1948. 


Log: 


Sand ",..",'...."...,. ",.,...".....,.........,................................... 
Coarse sand , '" , ., ...,.... .',............... .......' ............................... 
Sand and gravel ..,..................,................,........................... 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 49 feet. 


Pumping test: 
October 9, 1948. 


Thickness 
(feet) 
30 
10 
10 


Depth 
(feet) 
30 
40 
50 


Duration: ,.....,."",....",.,.."".....,..,',...,',.,'" 1 hour 
Static water level: ..,....................................... 12 feet 
Dra wdown: ..,. .....,...................,.............,. ,........ 10 feet 
Yield: .........................................................,...... 500 gpm 


S-6937. (D-12) Town of Islip, MacArthur Airport Terminal Bldg., Lake Ronkon- 
koma. Drilled by Eastern Well and Pump Co., April 15, 1949. 


Log: 


Light brown sand, gravel, stones ....,........,...................... 
Coarse white sand, gravel ................................................ 
Medium white sand, gravel, few stones ............................ 
Casing: 6 inches. 
Screen: 11 feet of 6 inch with bottom a.t 65 feet. 
Pumping test: 
April 15, 1949. 


Thickness 
(feet) 
23 
29 
13 


Depth 
(feet) 
23 
52 
65 


Duration: ." ,..... ,.. ...., ... .......................................... 3 hours 
Static water level: ................................................ 27 feet 
Yield: .........,.....,......",.,.,..........,.... ......................, 90 gpm 


Note: Water Temperature 51 0 F. 


S-6949. (F-10) Town of Huntington, Crabmeadow Beach. Drilled by Frederick Bach 
& Sons, September 15, 1948. 
Log: 


Beach sand ",."......"......".................................................... 
Sand and gravel ",.....,.,....."......."....................................... 
Red sand and gravel ............................................................ 
Yellow sand and gravel.................................................... 
Whi te sand ,.""..".,.,..........,................................................. 
Sand and gravel ...,............................................................ 
Casing: 4 inches. 
Screen: 15 feet of 4 inch with bottom at 101 feet. 


Thickness 
(feet) 
11 
32 
20 
10 
10 
18 


Depth 
(feet) 
11 
43 
63 
73 
83 
101 


Pumping test: 
September 1, 1948. Duration:....,....,..,..............,................,....... 1 day 
Static water level: ,..........,....,....................... 6 feet 
Yield: .. .. .. .. .. ' .. .. .. .. .. .. .. ' .. .... .......... ................ 400 gpm 
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S-6967. (F-17) 
September 17, 1948. 
Log: 


Charles Smith, Main Road, Calverton. 


Drilled by John Timmann, 


Thickness 
(feet) 
63 
1 
25 


Depth 
(feet) 
63 
64 
89 


Coarse sand and gravel.................................................... 
Streak of gravel "" "... ." ..... ",...., ... ..... ...... ..........., ............. 
Clean fine sand on top, getting dirty with depth .,........ 
Sandy clay below 89 feet. 
Casing: 10 inches. 
Screen: 27 feet of 10 inch with bottom at 86 feet. 
Pumping test: 
September 17,1948. Duration: ............ '..'........'....,............. 2 hours 
Static water level: .................................... 45 feet 
Yield: ,.........,.....,......................................... 600 gpm 


S-7012. (C-8) Independent Silk Dyeing Co., Inc., Conklin Street, Farmingdale. Drilled 
by C. W. Lauman & Co., Inc., October 17, 1948. Log begins 15 feet below grade and shows 
66 feet of medium to coarse sand and gravel. 
Casing: 12 inches. 
Screen: 26 feet of 12 inch with bottom at 66 feet. 
Pumping test: 
October 17, 1948. Duration: ........................................................ 1 hour 
Static water level from ground surface: ...... 25 feet 
Drawdown: .................................................... 11 feet 
Yield: .,............................................................ 565 gpm 


S-7093. (C-9) Lindenhurst Theatre, Inc., Wellwood Avenue, Lindenhurst. Drilled by 
Henry Mathies, October 15, 1948. Log shows 53 feet of coarse brown sand, grits and gravel. 
Casing: 8 inches. 
Screen: 16 feet of 8 inch with bottom at 53 feet. 
Pumping test: 
October 15, 1948. Duration: ........................................................ 2 hours 
Static water level: .......................................... 9 feet 
Yield: .............................................................. 200 gpm 


S-7117. (E-21) W. A. Stachecki, Flying Point Road, Southampton. Drilled by Karl- 
son and Reed, Inc., December 21, 1948. 
Log: 


Thickness 
(feet) 
Topsoil and loam ......,..,...................................................... 4 
Coarse sand and gravel ........ .. .. .. . .. .. .. .. .. .. .. .. .. .. . '" ... . . ..... . . . 54 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 57 feet. 
Pumping test: 
December 21, 1948. 


Depth 
(feet) 
4 
58 


Duration: .................................................... 3 hours 
Static water level: ...................................... 17 feet 
Drawdown: ..................... .... ....................... 6 feet 
Yield: ................."....................................... 210 gpm 
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S-7123. (G-20) Gagen Brothers, Youngs Avenue, Southold. Drilled by Long Island 
Water Supply Co., November 6, 1948. 


Log: 


Loam ,'.....','.....'........,.......................................................... 
Coarse sand "... .....,.. ........................................................... 
Coarse sand, large gravel ,................................................. 
Coarse sand, medi um gravel ...... .. .. .. .. .... .. .. ... .. . ... .. .. . ... .. .. . 
Coarse sand, small gravel ., . .. . . . . . . . . . . . . . . " . . . . .. .. . . . . . ... . . . . . . .. . . . 
Medi um sand .,...................................................................... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 83 feet. 
Pumping test: 
November 6, 1948. 


Thickness 
(feet) 
5 
10 
45 
15 
5 
5 


Depth 
(feet) 
5 
15 
60 
75 
80 
85 


Duration: .................................................... 4 hours 
Static water level: .................................... 37 feet 
Drawdown: ................................................ 15 feet 
Yield: .......................................................... 500 gpm 


S-7161. (D-9) Hugh SelIger, Old Country Road, Dix Hills. Drilled by C. W. Lauman 
& Co., Inc., March 15, 1949. 


Log: 


Clay ..'.,.......................,......................................................... 
Coarse brown sand, grits and gravel................................ 
Coarse brown sand, grits and lumps of brown clay...... 
Coarse brown sand, grits and lumps of gray clay.......... 
Medium coarse brown sand .............................................. 


Casing: 6 inches. 
Screen: 7 feet of 6 inch with bottom at 156 feet. 
Static water level: 112 feet. 
Yield: 35 gpm. 


Thickness 
(feet) 
9 
10 
30 
95 
27 


Depth 
(feet) 
9 
19 
49 
144 
171 


S-7171. (H-22) E. K. Tabor, Kings Highway, Orient. Drilled by Raymond Zamber, 
September 4, 1948. 


Thickness 
(feet) 
Clay and stone....,................................................................. 27 
Fine sand '" ...... .................. ........ . ..... ... . .. .' .... ................ ....... 11 
Sand and gravel '........... ................... ................ .............. ..... 17 
Casing: 6 inches. 
Screen: 20 feet of 6 inch with bottom at 54 feet. 
Pumping test: 
September 2, 1948. 


Log: 


Depth 
(feet) 
27 
38 
55 


Duration: ...................................................... Y2 hour 
Static water level: ...................................... 18 feet 
Drawdown: ..,............................................... 10 feet 
Yield: .......'............. ........ ........ ....................'.. 250 gpm 
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S-7183. (E-13) Dedrick Koschara, Route 25, Selden. Drilled by Duffield Construction 
Co., January 20, 1949. 


Log: 


Thickness 
(feet) 
10 
20 
10 
5 
20 
27 


Depth 
(feet) 
10 
30 
40 
45 
65 
92 


Topsoil ........,..,....,.. .... .......... '... '....... ..,........'... '..,. '" ...... 
Sand and gravel ' ......,.....,...... .............,.............................. 
Brown clay .. .. ,.. .., .., ....' ,..,..' '.. ......................................... 
Sandy clay" ,,','" ",., "",,'.".....,...........,....,.......................... 
Brown sand and gravel .... .................................'............... 
Whi te sand and gravel ",'.................................................. 
Casing: 8 inches. 
Screen: 14 feet of 8 inch with bottom at 92 feet. 
Pumping test: 
January 20, 1949. 


Duration: ,......,...,.',.".......,...................,.......... 4 hours 
Static water level: ........................................ 40 feet 
Dra wdown: ......................... ...... .............. .. ..... 8 feet 
Yield: ...,...................................................'...... 350 gpm 


S-719,3. (F-19) Peter Deerkoski, Elijahs Lane, Mattituck. Drilled by Long Island 
Water Supply Co., April 22, 1949. Log shows 100 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 100 feet. 
Pumping test: 
December 3, 1948. Duration: '..............................................'...... 8 hours 
Static water level: ...........'.......'............,..,.... 42 feet 
Yield: "...................,.......,......".."..',,'....','..... 400 gpm 


S-7204. (F-15) William Zeh, Long Pond Road, Wading River. Drilled by Raymond 
Zamber, August 27, 1948. Log shows 40 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 40 feet. 
Pumping test: 
August 27, 1948. Duration: ............................................................ 
 hour 
Static water level: ..,................'....,..,........ 17 feet 
Drawdown: .. ....................'...................... 11 feet 
Yield: .........................................................'.., 300 gpm 


S-7211. (G-19) John Zuhoski, Oregon Road, Cutchogue. Drilled by Long Island Wa- 
ter Supply Co., April 14, 1949. Log shows 136 feet of sand and gravel. 
Casing: 10 inches. 
Screen: 23 feet of 10 inch with bottom at 13,6 feet. 
Pumping test: 
December 1, 1948. Duration:.................................................. 8 hours 
Static water level: ...............................,....'..' 65 feet 
Drawdown: ........'...................................'.',,'., 20 feet 
Yield: ........,'.....,."'..,......,.......'......,'....,....','",, 600 gpm 
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S-7212. (F-18) John Fafinski Sr., Manor Lane, Jamesport. Drilled by Raymond Zam- 
ber. February 11, 1949. 
Log: 


Thickness 
(feet) 
2 
",'.."",.".'...',.....,' .'...'".....,....,.......'......... 72 
, . . , ' , . . . .. .. .. .. . , , . . . .. . . .. ' . , . .. .. . , . . . . . . . . .. .. . .. . .. . . . .. . .. . . . 7 


Loam 
Fine Sand 
G ra vel 


Depth 
(feet) 
2 
74 
81 


Casing: 10 inches. 
Screen: 15 feet of 10 inch with bottom at 81 feet. 
Pumping test: 
February 12, 1949. Duration:, '.................................... 1 
 hours 
Static water level: ...................................... 35 feet 
Dra wdown: .. . .. . .. . .. .. .. .. .. ' .. . .. . .. .. .. . .. .. . .. .. . .. .. .. . 16 feet 
Yield: ......................,......,..,...............,',.,....... 550 gpm 


John Kalba, Route 25A, Wading River. Drilled by Raymond Zamber, 


S-7213. (F-15) 
January 7, 1949. 
Log: 


Loam ",.','.'"...,..'......"..........................'..,................'........... 
Fine sand ",......".............,...................".............................. 
Sand and gravel .,..........,.......,.,..,...........,..............',.......... 
Clay "..,'..",..,."................,....,.........,..................................... 
Coarse sand and gravel , .. ..........'............'..;.................... 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 135 feet. 
Pumping test: 
January 8, 1949. 


Thickness 
(feet) 
4 
50 
15 
2 
64 


Depth 
(feet) 
4 
54 
69 
71 
135 


Duration: ..................,..................................... 1 hour 
Static water level: '......................................... 80 feet 
Drawdown: . '........................... ...... ................... 18 feet 
Yield: ..... " ............. ............,.' ,..... .....' '....' ., ., ..., ". 850 gpm 


S-7233. (D-8) John B. May, Mt. Misery Road, Huntington. Drilled by Eastern Well 
& Pump Co., February 25, 1949. 
Log: 


Top soil . "...,...,. ....',. .,..., ,.. ,....,...... '. ..... ... ,.... '....... .............,. 
Brown clay .....,....,...,.....,...........,...,.......,............................. 
Gray clay ."...,..,...........,..,........,............................................ 
Fine brown' sand, hardpan ",.....................................,"...,. 
Light brown clay ..,.....', ,........ ,....".... ....... ...,... .'....... ........ .... 
Soft brown clay .......,.....................".............,..................... 
Hard black and red clay ,........'.......................................... 
Fine light brown sand, lumpy clay, hardpan .............'.. 
Dirty brown coarse sand, hardpan ......'........................... 
Coarse brown sand, few grits, lumpy clay........................ 
Coarse light brown sand, grits ........................................ 
Coarse reddish brown sand, grits .................................... 
Fine sand and clay ",..,.".".,...,..",.,.,................................. 
Light brown sandy clay '............,.. ..'................'............... 
(Continued on next page) 


Thickness 
(feet) 
5 
1 
8 
2 
8 
6 
4 
20 
6 
3 
4 
3 
3 
5 


Depth 
(feet) 
5 
6 
14 
16 
24 
30 
34 
54 
60 
63 
67 
70 
73 
78 
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S-7233. (Continued) 
Brown sandy clay ........, ..,................................................... 
Fine sharp brown sand -dirty ............................................ 
Dirty brown sharp sand '................................................... 
Light brown hard clay ,.......,..........,.................................... 
Medi urn sharp light brown sand, dirty ................,........... 
Light brown coarse sand .."...."......................................,. 
Fine white sand, clay and mica ..'..................................... 
Brown coarse to medium sand, dirty ................................ 
Coarse white sand and grits ..'........,.................................. 
Medium coarse white sand, few grits '............................. 
Coarse brown sand and grits ....,....................................... 
Fine sharp white sand . ,.,.,....,.......".....,...........................,.. 
Coarse reddish sand ',.,....,.,',.,.".,..,...."...,...................,....... 
Coarse light brown dirty sand, lumpy brown, 
and gray clay .,......,........,.......,.............................. 
Hard grayish solid clay " " ,...,. '" ." .. '.,..',. '..... ,. ....., .. ., ... .... 
Dirty light brown sand, coarse and sharp ................'....... 
Coarse light brown sand, gritty ..........'........................... 
Medi um fine white sand, sharp ..'.............,....................... 
Coarse light brown sand, grits sharp '............................... 
Medium light brown sand, lumps of gray and 
brown clay (dead) . ,.., '. '.'... " ...,........,..... ,. .....,... 
Casing: 6 inches. 
Screen: 9 feet of 6 inch with bottom at 210 feet. 
Pumping test: 
February 25, 1949. Duration:..,....................................... 3 hours 
Static water level: ...........................'..,....... 175 feet 
Yield: ',....,....,.................".............."..........,.. 10 gpm 


10 88 
6 94 
3 97 
9 106 
6 112 
10 122 
5 127 
3 130 
4 134 
5 139 
5 144 
14 158 
5 163 
6 169 
6 175 
1 176 
4 180 
28 208 
1 209 
7 216 


S-7234. (F-19) John Miska, Marratooka Lane, Mattituck. Drilled by Raymond Zam- 
ber, September 8, 1948. 
Log: 


Sand and gravel ,..,....,.".,................,................,................ 
Gray clay .,......,",....'........,.........,........................................ 
Sand and gravel ...........,....,......................... ....................,.. 
Casing: 6 inches. 
Screen: 10 feet of 6 inch with bottom at 53 feet. 


Thickness 
(feet) 
25 
8 
21 


Depth 
(feet) 


25 
33 
54 


Pumping test: 
September 8, 1948. Duration:...................................................... 
 hour 
Static water level: ...................................... 15 feet 
Dra wdown: ...,.......................................,.,.... 13 feet 
Yield: '" .....' .......... ...,............ ..,........... " " " .'... 400 gpm 


S-7235. (D-16) Chris Richter, Route 27, Center Moriches. Drilled by Raymond Zam- 
ber, August 28, 1948. Log begins in pit 6 feet below surface and shows 45 feet of sand and 
gravel. 


Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 44 feet. 
Pumping test: 
August 28, 1948. Duration: .......................................................... 
 hour 
Static water level from ground surface....,... 18 feet 
Dra wdown: .........................,...,.................,...... 25 feet 
Yield: ,............'.........................,....................... 350 gpm 
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S-7236. (G-19) Martin Filla, North Road, Mattituck. Drilled by Raymond Zamber, 
August 25, 1948. Log shows 55 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 54 feet. 
Pumping test: 
August 25, 1948. Duration: ..,..................................................... 1 hour 
Static water level: .....,.................................... 17 feet 
Drawdown: ...................................................... 10 feet 
Yield: ................................................................ 350 gpm 


S-7237. 
Zamber, 


(F-16) Charles Edwards, Edwards Avenue, Calverton. 
January 18, 1949. Log shows 78 feet of sand and gravel. 
Casing: 4 inches. 
Screen: 5 feet of 4 inch with bottom at 78 feet. 
Static water level: 68 feet. 


Drilled by Raymond 


Frank Kujawski, Aldrich Lane, Laurel. Drilled by Raymond Zamber, 


S-7239. (F-19) 
June 12, 1949. 
Log: 


Thickness 
(feet) 
2 
76 


Loam .'.'...,.....'..'"..............................................'......,........... 
Sand and gravel ,..................,.............................................. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 77 feet. 
Pumping test: 
June 12, 1949. 


Depth 
(feet) 
2 
78 


Dura tion: .........'.................................................... 1 hour 
Static water level: ..'............................................. 32 feet 
Drawdown: .............,........,..,.......,....................,... 25 feet 
Yield: ' .. .....' ,,'......,..'.., ........ .. ........' ,................ .... '" 700 gpm 


S-7241. (F-18) Irving Downs, Sound Avenue, Mattituck. Drilled by Long Island Wa- 
ter Supply Co., May 16, 1949. 
Log: 


Thickness 
(feet) 
5 
30 
30 
40 
29 


Unknown '."....,.,...,'................'.....................,....................... 
Medium sand ............,..........,.......................,........................ 
Fine sand . .. .' '.. ... ...... ,..'...,.. ...... ,.... ,................ ...... ............... 
Medi um sand and small gravel ........,............................... 
Medium sand and heavy gravel mixed ............................ 
Casing: 10 inches. 
Screen: 22 feet of 10 inch with bottom at 130 feet. 
Pumping test: 
January 7, 1949. 


Depth 
(feet) 
5 
35 
65 
105 
134 


Duration: ....."...........................................,....... 8 hours 
Static water level: .......................................... 67 feet 
Drawdown: ...................................................... 23 feet 
Yield: ..,.....,.......,.........,.....,............................... 700 gpm 
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S-7251. (F-16) Colin Keillor, Parker Road, Wading River. Drilled by Raymond Zam- 
ber, June 7, 1949. 


Log: 


Thickness 
(feet) 
4 
126 


Loam ',.,..,."......,',.".."...,..,.".,..,.,..................,..,................... 
Sand and gravel ',..'.,.,',.....""...."..,....,.."..,................,...,.. 
Casing: 10 inches. 
Screen: 15 feet of 8 inch with bottom at 129 feet. 
Pumping test: 
June 2, 1949. 


Denth 
(feet) 
4 
130 


Dura tion: .....,.............................,..,......................... 1 hour 
Static water level: .........................................'...... 85 feet 
Dra wdown: . ....... ..'....,...............................,.'......... 15 feet 
Yield: '.. ."..... ...............' ... ............... ........ '" .,. ..., ,... ... 650 gpm 


S-7252. (G-19) Konstanty Bialeski, Tuttle Lane, Cutchogue. Drilled by Raymond 
Zamber, May 10, 1949. 


Log: 


Thickness 
(feet) 
4 
75 


Loam ............' "....'"....".. ,..........'...,...................,................ 
Sand and gravel ,..,....,",.............,.........,....".,...................... 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 78 feet. 
Pumping test: 
May 10, 1949. 


Depth 
(feet) 
4 
79 


Duration: ............................................................. 1 hour 
Static water level: ................................................ 38 feet 
Drawdown: .....,. ....,.......,........,....................,....... 22 feet 
Yield: .,.,..,.....".......................,...................,........" 750 gpm 


S-725.3. (G-19) George Filla, North Road, l\lattituck. Drilled by Raymond Zamber, 
June 6, 1949. 


Log: 


Thickness 
(feet) 
3 
109 


Loam ....".,.,.. """.",..'., . "'....................',,'............,.............. 
Sand and gravel .,.........",.,.....".,...,.,..............,..................,. 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 112 feet. 
Pumping test: 
June 6, 1949. 


Depth 
(feet) 
3 
112 


Duration: ....,.....,....."..................................,...",..... 1 hour 
Static water level: ,............................................... 58 feet 
Dra wdown: ....................... .,.................................... 32 feet 
Yield: '......' ...... ...............................................,.....1100 gpm 
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S-7254. (F-16) Coleman Salador, Fresh Pond Road, Calverton. Drilled by Raymond 
.Zamber, May 26, 1949. 
Log: 


Thickness 
(feet) 
Loam ,'.".,..,. ",'.... ' "..,........"....','...............,................'" 2 
Sand and gravel ........ ................'......,........................... ..... 110 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 110 feet. 


Depth 
(feet) 
2 
112 


Pumping test: 
May 26,1949. Duration: ................................................................ 1 hour 
Static water level: ............,................................... 61 feet 
Dra wdown: .. '" ...,... ....... ,. .' ,,'.' ..................... ... . ,..,... 29 feet 
Yield: ...,.....................,...................................."..,... 600 gpm 


Barney Sidor, Pier Avenue, Riverhead. Drilled by Raymond Zamber, 


S-7257. (F-18) 
June 23, 1949. 
Log: 


Loam ,...'",..'.',.,....,'.,....",..... ."............,.,.....,........,.......,.. 
Fine sand "",..,.,'. .... .. ,... .. " ....... ....................',............,...... 
Sand and gravel "....,.,.,....,.,...,......"........,......,..........,......... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 105 feet. 
Pumping test: 
June 23, 1949. 


Thickness 
(feet) 
3 
33 
70 


Depth 
(feet) 


3 
36 
106 


Duration: ..... '.' ... ......,.'. ................'................. ".",. 1 hour 
Static water level: ................................................ 56 feet 
Dra wdown : .., .,.... " .......,...... '............'........,.., ...' ", 22 feet 
Yield: . .. .....,.. ...... .. ,.....,...............,... ............ ...,.... ,. ,1100 gpm 


S-7261. (F-17) Riverhead Water District, Pulaski Street, Riverhead. Drilled by Ray- 
mond Zamber, November 2, 1950. 
Log: 


Brown sand '.. .. .'" ,. ...",. . ..,..,........,...... .......',.............. .,..... 
Coarse brown sand with gravel ....,..... ............................. 
Fine brown sand ......,..........,......,..,............,....................... 
Coarse light gray sand.,......"., ....."......"......'.'. ...,............... 
Coarse gray sand ",..,..,.........,..............,.'.....,..........,........... 
Fine brown sand "......,................,..'...."....."................,..... 
Light brown sand ..,...,..................,......................... ........... 
Coarse gray sand ",..,....,.,.....,.........,....,.,.....,.,............,....... 
Coarse sand wi th gravel .................................................... 
Fine gray sand .....,.....",.....,...........'".,.,.............................. 
Coarse brown sand with gravel ................. ...................... 
Fine gray sand ........,.,...,.........,.......,................................ 
Coarse light brown sand '................................................... 
Coarse light brown sand with gravel,..........,.................... 
Gray clay with stone .........................,................................ 
Brown sand with gravel ........'........,......,........................... 
(Continued on next page) 


Thickness 
(feet) 
10 
9 
2 
1 
7 
4 
2 
4 
2 
1 
3 
10 
7 
7 
1 
3 


Depth 
(feet) 
10 
19 
21 
22 
29' 
33 
35 
39 
41 
42 
45 
55 
62 
69 
70 
73 
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S-7261. (Continued) 


Fine brown sand with clay and stones ,........................... 3 76 
Coarse gravel . , . ' . . , . . ' , . , . . . ' , . . , . , . . . . . , , . , , . . . , . , . . . . . . . . . . . . . . . . . . . . . . . . . . . . . 9 85 
Gray clay with gravel..,...........,..,...................................... 2 87 
Coarse gray sand with gravel.....,....,................................. 2 89 
Fine gray sand with small gravel ,....,.............................. 15 104 
Fine brown sand with gravel..,..............................,.......... 7 111 
Light brown sand with gravel .......................................... 28 139 
Gray sand with gray clay.................................................. 1 140 
Coarse brown sand ............,.,.................,........................... 4 144 
Casing: 12 inches. 
Screen: 30 feet of 12 inch with bottom at 139 feet. 
Pumping test: 
January 17, 1950. Duration: ........................................................ 10 hours 
Static water level: .......................................... 8 feet 
Dra wdown : ..................,...................... ... ..... .,. .,. ,74 feet 
Yield: .,.......,........................................,........,. .1016 gpm 


S-7263. (F-17) John Litchard, Doctors Path, Riverhead. Drilled by Long Island Wa- 
ter Supply Co., April 21, 1949. Log shows 143 feet of sand and gravel. 


Casing: 10 inches. 
Screen: 21 feet of 10 inch with bottom at 143 feet. 
Pumping test: 
January 11, 1949. Duration:,.......,...........,.............................,.... 8 hours 
Static water level: ... ..'.....................'....,...... 75 feet 
Drawdown: .........................'..............,....,.... 23 feet 
Yield: , "........ . ....,.. .......... ...,..,...... ... . ..........,..'" 650 gpm 


S-7271 T. (D-9) South Huntington Water District, Pinelawn and Lower Half Hollow 
Road, Melville. Drilled by C. W. Lauman & Co., Inc., February 19, 1949. 


Log: 


Unknown ."."',.,..,'....,."."",."."" "',....,......... 
Loam and large gravel..,.............,.. .... .............,................. 
Coarse brown sand, grit and gravel ' ..........'..................... 
Light gray fine sandy clay ............,....,.............................. 
Solid dark clay """',..,",.",.."".,..""...,.,....,..",....,....,..,.,..... 
Layers of solid clay and fine sand ..'................................. 
Medi um fine light brown sand .....,...,.............................. 
Multi color fine sandy clay ....,..'.....'.................................. 
Medi um fine light brown sand ..,..................................... 
Multi color fine sandy clay..,..............,.............................. 
Medium fine light brown sand ........................................ 
Multi color fine sandy clay................................................ 


(Continued on next page) 


Thickness 
(feet) 
3 
3 
68 
18 
8 
4 
10 
3 
10 
11 
11 
17 


Depth 
(feet) 
3 
6 
74 
92 
104 
108 
118 
121 
131 
142 
153 
170 
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S-7271 T. (Continued) 
Medium fine light brown sand ........................................ 11 181 
Multi color fine sandy clay ................................................ 3 184 
Medium fine light brown sand ........................................ 5 189 
Multi color fine sandy clay................................................ 45 235 
Medium fine light brown sand ........................................ 6 241 
Multi color fine sandy clay, layers of hardpan ................ 38 279 
Dark gray sandy clay........................................................ 2 281 
Multi color sandy clay..........,............................................. 4 285 
Medium fine light brown sand.. , ,..................... 16 301 
Layers fine brown sand and clay .... ..'.... ........ .............. 21 322 
Multi color clay solid . ..,..'........ .... .. .... '..' ....... 4 326 
Multi color sandy clay,....,..,....,..,... ..........,....'......,....... 17 343 
Decayed wood and sandy clay ....,.. .. .. ....,........ .... 2 345 
Gray sandy clay ...... '................. ..........,.............. ....... ...... .,. 4 349 
Medi um fine light gray sand ..,....., ....................,............. 11 360 
Multi color sandy clay...........................,............................ 10 370 
Medium fine light brown sand ........... ....... .................... 12 382 
Multi color sandy clay.............................,.., ..,.....,.'........... 7 389 
Medium fine light brown sand '.....'.............'........'.......... 17 406 


A 6 inch casing was sunk which has since been removed. No screen was installed 
or pumping test run. 


S-7293. (E-21) W. A. Stachecki, Flying Point Road, Southampton. Drilled by Karl- 
son & Reed, Inc., March 5, 1949. 


Log: 


Thickness 
(feet) 
2 
43 


Top soil ' , .,. "" " " ,. " , '" .,..,.,. ., """.,.,.. ,,'.. ,'.' ....... .. ..... 
Coarse sand and gravel ..'...........'......,........,..................... 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 43 feet. 
Pumping test: 
March 5, 1949. 


Duration: '.'""", ,.""", .'. '... ..,..,.... ......,..,.' "., .,..... 
S ta tic water level: ' .. .. . . .. .... ." .. . .. .. . . . . .. .. .. . .. .. .. .. .. 
Drawdown: .,.,.,..',...".....................'",........',..'... 
Yield: . , . . . , ' , , . , . , . . . . , ' . . , . . , . , . . . . . . . . . . , , . . , . , , , . . . . . . , , , . . ' , . , . , . 


Depth 
(feet) 
2 
45 


4 hours 
4 feet 
9 feet 
350 gpm 


S-7313. (G-22) Benjamin Morell, Sunset Road, North Haven. 
& Reed, Inc., June 23, 1949. 
Log: 


Thickness 
(feet) 
""".'....,....,..,...". 13 
.... '...................... 31 


Stones and hardpan ..'.............'.., 
Sand and gravel .-............................'....' 
Casing: 4 inches 
Screen: 10 feet of 4 inch with bottom at 43 feet. 
Pumping test: 
March 14, 1949. 


Drilled by Karlson 


Depth 
(feet) 
13 
44 


Duration: ' . . " , , . , , . , . . . . . . , . , . . . . . . . . . . . . . . . . . . . . . . . . . . . . . . .. . . . , . . . 3 hours 
Static water level: ............................................ 20 feet 
Dra wdown : , '.. .,. .. .. ......,. ..... ." .,...... " ................... 8 feet 
Yield: "'.....,.,.....,,,.........,................................... 35 gpm 
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S-7333. (F-16) Henry Hojlo, Route 25 A, Wading River. Drilled by 
Water Supply Co., June 10, 1949. Log shows 130 feet of sand and gravel. 
Casing: 8 inches 
Screen: 21 feet of 8 inch with bottom at 130 feet. 
Pumping test: 
May 11, 1949. 


Duration: ,',..,'..,.",'.........,..".......'".',.,."",.....",.. 
S ta tic wa ter level: .. .. ' .. .. , .. .. , . .. .. ' .. .. .. .. ' .. .. , . .. . .. .. , 
Drawdown: ...."",.,..',...,.....,'.......',.'...."....',...".. 
Yield: ".,.., ..,......,.,.. ,. ........ ...........,.... ...... ....,.., ." .,.. 


Long Island 


8 hours 
72 feet 
20 feet 
550 gpm 


S-7334. (G-19) DeForest Horton, Alvahs Lane, Cutcbogue. Drilled by Long Island 
Water Supply Co., June 4, 1949. Log shows 95 feet of sand and gravel. 
Casing: 10 inches 
Screen: 21 feet of 10 inch with bottom at 92 feet. 
Pumping test: 
March 22, 1949. 


Duration: ,,'., .. ,............. ........................ ...,....... 
Sta tic water level: ............................................ 
Drawdown: ...'.,...........,.................................. 
Yield: "" .,.,., '..,' .,......,.. ,....", '. .... ,..' ",. ... .',..,.. ,'.. 


8 hours 
30 feet 
25 feet 
500 gpm 


S-7336. (F-18) Henry Wojewocki, Phillips Lane, Riverhead. Drilled by Long Island 
Water Supply Co., June 9, 1949. Log shows 124 feet of sand and gravel. 
Casing: 8 inches 
Screen: 21 feet of 8 inch with bottom at 124 feet. 
Pumping test: 
March 26, 1949 . Duration: .. .. , . ' .. .. .. , . .. .. .. .. .. .. .. , .. .. .. .. .. .. .. . 8 hours 
Static water level: ........................................ 50 feet 
Dra wdown: .,......,.,..........'..............,........,......".. 20 feet 
Yield: ...."......................,............,................,..,.. 500 gpm 


S-7350. (B-12) Fire Island Beach Club, Fire Island. Drilled by Duffield Construc- 
tion Co., May 25, 1949. 
Log: 


Thickness 
(feet) 
23 
11 
32 
10 
12 
12 
10 
215 
20 
20 
37 
20 


Gray sand , ',.,.,.,',....,.,...........,..................................,.......... 
Gray sand and gravel .,..",.,'..,............'.....,.........,.......... 
Sand and gravel .,.., ,.,. .....,.'.,.'.................... ,............,..... ,... 
Fine sand ",.",.,..,'".,'.'.,...,'...,............,....,...,........,'.,.,.',..'" 
Coarse sand . '.','.".. ...,.,.......,.,.,.....,..,.,......'.......,...,.,..' ..,., 
Fine sand ' " " " " '" ,'.". .. ..,.." ...... .,. ..., ".. ....... ..,.. ., .' ..., ,. ..,.' 
Clay ."""'.',, '"......'".,.' .""".""""...,...,..,............... 
Solid black clay , .... .... ... ....... ' ...., ....,.. ' .... .......'........'..... 
Sand, black clay ,...... .. .. ' .. , .. ' .. .. .. .. .. .. , .. .. .. .. . . .. .. .. .. .. .. .. . .. .. .. 
Fine black sandy clay , ..................'.. '....'.................. ....... 
Fine gray sandy clay ........ ,........ .... .. .. ............ .. .... .. '...... '.. 
Sand .'....,",..,"..,'".",""'.,.,.'.'..,,.......,.',.,..,..............,.......'... 
Casing: 8 and 6 inches 
Screen: 20 feet of 6 inch with bottom at 422 feet. 
Pumping test: 
May 25, 1949. 


Depth 
(feet) 
23 
34 
66 
76 
88 
100 
110 
325 
345 
365 
402 
422 


Duration: . '" ." .. .. . ....... ..,...,..... .............,., ,...., ,. .... , 2 hours 
S ta tic water level: .. .. .. .. .... .....................'......... well flows 
Dra wdown : . .. .. ' . . , .. .. . . ' .. . .. .. .. .. . .. .. .. .. . .. .. .. . .. , . .. ' .. .. . 15 feet 
Yield: .........., ..............................,..........' ,. '....,....,., 275 gpm 
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S-7351. (G-19) Joseph Zimnoski, Soundview Avenue, Mattituck. Drilled by John Tim- 
mann, March 27, 1949. 
Log: 


Thickness 
(feet) 
22 
8' 
40 
25 
13 
5 
2 


Depth 
(feet) 
22 
30 
70 
95 
108 
113 
115 


Coarse sand, stones, boulders .. ......'............., .............. 
Sandy clay .,...."....",....,....."...............,..,.......................,...... 
Sand ....".,.,.."...,.......,...............,.,..,....,,'.............................. 
Very coarse sand and heavy gravel .. .. . ... . .. .. .. .. .. . .. . .. .. . .. .. 
Coarse sand, li ttle gravel ....... ,........,.............................. 
Clean sand with mica ....'........'.... ......,.............................. 
Coarse sand ' ".. ... ......... .. '............. .,., ,... ............................... 
Casing: 8 inches 
Screen: 21 feet of 8 inch with bottom at 115 feet. 
Pumping test: 
March 22, 1949 . Duration: .. .., .... .... .. '............. ,........,.. .. .... ......... 2 hours 
Static water level: .. ....,........,................,............ 72 feet 
Yield: ....,.. ...... ... ..,..... '" ............., ........... '" ..,'.'.', 800 gpm 


(F -17) 


'- 


E. J. Hallock, Sound Avenue, Riverhead. Drilled by John Timmann, 


S-7352. 
June 7, 1949. 
Log: 


Thickness 
(feet) 
105 
5 
6 
4 


Depth 
(feet) 
105 
110 
116 
120 


Clean coarse sand with plenty of gravel ........................ 
Medium fine sand with very little gravel........................ 
Clean fine sand of uniform grain ................................ 
Mica sand ..".,.........................................................'....,....... 


Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 115 feet. 
Pumping test: 
June 7, 1949 . Duration: ........' ................................ ................... 
Static water level: ................................................ 
Yield: ................. .., .,......... .,. .. ....,......... ....,... ......... 


2 hours 
68 feet 
800 gpm 


S-7355. (F-17)_ Mrs. Adela Yakaboski, Main Road, Calverton. Drilled by I John Tim- 
mann, May 23, 1949. Log shows 95 feet of clean sand and gravel. 
Casing: 8 inches 
Screen: 21 feet of 8 inch with bottom at 95 feet. 
Pum ping test: 
May 21, 1949. Duration: ,........................................................... 3 hours 
Static water level: '................'..'..................... 42 feet 
Yield: .. ... .........,..,......'............'........... ...... ....'..... 750 gpm 


S-7375. (F-19) Dwight Reeves, Aldrich Lane, Mattituck. Drilled by Long Island Water 
Supply Co., June 3, 1949. Log shows 130 feet of sand and gravel. 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 130 feet 
Pumping test: 
April 8, 1949. Duration: ............,.........,..................................... 8 hours 
Static water level: ................................................ 48 feet 
Dra wdown : ' '......... . ...'.'... '" . .. .............'.. .... ..'... .,. 25 feet 
Yield: .,. ..'..,., . ", '.... .....'" ,........ ..' ,. .......... ......."...,.. 700 gpm 
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S-7383. (D-18) Suffolk County Water Authority, Meeting House Road, Westhampton. 
Drilled by Karlson & Reed, Inc., June 21, 1949. Log shows 47 feet of sand and gravel. 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 42 feet. 
Pumping test: 
June 21, 1949. Duration: ............ ........ ............... ................'.... 11 
 hours 
Static water level: '...................................... 2 feet 
Drawdown: ....,..,.....'...................................... 11 feet 
Yield ..... ............,. .......,.................. .............. " ... 390 gpm 


S-7465. (G-22) Benjamin Morell, Sunset Beach Road, Sag Harbor. Drilled by Erwin 
Schellinger, May 18, 1949. 


Log: 


Thickness 
(feet) 
10 
5 
30 


Sand and gravel.................. ............................................. 
Stones ""',..,"',..,..,.."...,..,....,.......",..........,....,............... 
Sand and gravel ..............,.........,..,.,.................................. 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 45 feet. 
Pumping test: 
July 14, 1949. 


Duration: , , , . . . . . . . , . , . . . . . . . . . , . . . . . . . . . . . ' , . , , , , , , , . , , , . 
Static water level: ............................................ 
Drawdown: ....."..........,...........................,.,......., 
Yield: '" ....."... ,'.. " ,. ,........ ......... ...... ....,.,.....,.. ,... 


Depth 
(feet) 
10 
15 ' 
45 


2 hours 
13 feet 
4 feet 
325 gpm 


S-7479. (C-13) Louis Dotzler, Browns River Road, Bayport. 
Construction Co., July 6, 1949. 
Log: 


Thickness 
(feet) 
5 
155 
65 
75 
23 


Meadow bog .,....."..,...,.,...................",'...........>................... 
Sand ...,',..,.....,...'..,....................,...,."..".'......,...........'......... 
Clay and sand .........,..,....,............,...,....",................,......... 
Clay. . . . . . . .. .. . . . . . . . . . . .. . . .. . . .. . .. .. . . . .. . . . . . . . . . , . . . . . , .. . . . . .. .. . .. . .. .. .. . . . .. . .. .. ' 
Coarse sand ..... .,.....' " ...... '... .. ..,....... ........ ................ .., ........ 
Casing: 6 and 4 inches 
Screen: ,6 feet of 4 inch with bottom at 323 feet. 
Static water level: .............................'.....' 
Yield: '........ '....... ".'.. ...... '..' .... ................ ,...... 


Drilled by Duffield 


Depth 
(feet) 
5 
160 
225 
300 
323 


225 feet 
5-10 gpm 


S-7499. (F-21) Remi Wesnofske, Cook Lane, Bridgehampton. Drilled by Long Island 
Water Supply Co., June 7, 1949. Log shows 107 feet of sand and gravel. 
Casing: 12 inches 
Screen: 25 feet of 12 inch with bottom at 107 feet. 
Pumping test: 
April 14, 1949. Duration:................,.......,.................................. 
Static water level: ................................. ........... 
Drawdown: ..............,............., ............ ............... 
Yield: '" ... ... .... .... .,...,..,....... '......' '. .......... ,', ..... '" 


8 hours 
40 feet 
25 feet 
700 gpm 
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8-7501. (F-17) Harold Young, Sound Avenue, Baiting Hollow. Drilled by Long Island 
Water Supply Co., June 6, 1949. Log shows 115 feet of sand and gravel. 


Casing: 10 inches 
Screen: 22 feet of 10 inch with bottom at 115 feet. 
Pumping test: 
February 23, 1949. Duration: .................................................... 8 hours 
Static water level: .................................... 72 feet 
Drawdown: ................................................ 20 feet 
Yield: ............................................................ 500 gpm 


S-7519. (D-14) Mike Stiriz, Montauk Highway, Patchogue. Drilled by William J. 
Howey, January 28, 1952. 


Log: 


Thickness 
(feet) 
7 
96 
39 
51 
10 
30 
20 
21 
20 


Sand and gravel ..,............................................................. 
Water and fine sand ............................................................ 
Sand and white clay mixed .....,...,...................................... 
Green sand and clay mixed ................................................ 
Hardpan and black clay .................................................... 
Black clay, very hard ........................................................ 
Sand, fine, white ..............,................................................. 
Gray clay and sand ............................................................ 
Good sand and gravel .................................................... 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 294 feet. 
Pumping test: 
April 1952. Static water level: ....'........ '............. ......................... 
Drawdown: ...................:..............................,............. 
Yield: . ........ ...... ........ ....., .................. ............. ..... .... '" 


Depth 
(feet) 
7 
103 
142 
193 
203 
233 
253 
274 
294 


4 fee 
2 fee 
50 gp 


S-7536. (C-9) St. Charles Cemetery, Roman Catholic Diocese of Brookly , Pinelawn. 
Drilled by C. W. Lauman & Co., September 16, 1949. 
Log: 


Topsoil ,..,....,.""..,....,..............,......"................................... 
Sand and gravel . .. ,., .., ., ...... " '..... ., ..,. " .' ...... .... " ............. .... 
Dry sandy clay and stones .. .. . .. . .. .. .. .. .. . .. .. .. .. . .. .. .. .. .. . .. .. . 
Gray stones ........................,........................ ....................... 
Heavy gra vel and stones .... ............................................ 
Casing: 12 inches 
Screen: 21 feet of 12 inch with bottom at 75 feet. 
Pumping test: 
June 23, 1949. 


Thickness 
(f eet ) 
1 
2 
2 
5 
65 


Dep h 
(fee) 
1 
3 
5 
10 
75 


Duration: ,....",.'".','...........,............,........'...... 6 1 /2 
Static water level: .....................................'.. 14 
Drawdown: ........','.'...,.,'................................ 6 
Yield: . ...,.... ..... .,.', '.', ,." ...... .... .... ,....... ...........,.,. 320 


Note: Temperature of water 51°F. 
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S-7543. (G-19) 
June 18, 1949. 
Log: 


Adam Doroski, Brams Road, Cutchogue. Drilled by Raymond Zamber, 


Thickness 
(feet) 
'............. 3 
.".........,..,.....,."......, ..,..........,..'...,...'...." 85 


Jloam 
Sand and gravel 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 88 feet. 
Pumping test: 
June 18, 1949. 


Depth 
(feet) 
3 
88 


Duration: ..,..'..................................' .......,... 1 hour 
Static water level: '........'......'.......................... 52 feet 
Drawdown: ........ .......... ........ ..... ....................... 12 feet 
Yield: ..................,.........................................,....... 450 gpm 


S-7544. (F-15) William Zeh, Manorvil]e-Wading River Road, Calvertort. Drilled by 
Raymond Zamber, June 21, 1949. 
Log: 


Loam .. .. ... .. .. ....,......,.. .... .. .................'.......... 
Sand and gravel .. .. .. .. .. ,. ......... ........................................' 
Clay and sand ' .. .. .. .. .. .. .. .. .. ' .. . . , . .. .. .. .. . . .. .. .. , .. . . .. .... ,.......... 
Sand and gravel .., ....... ... ..'...........,.. ..'......,..,...'....'....'..... 
Casing: 12 inches 
Screen: 35 feet of 12 inch with bottom at 120 feet. 
Pumping test: 
June 21, 1949. 


Thickness 
(feet) 
3 
66 
12 
42 


Duration: " ............'..'........................,... 
Static water level: ........ ...........................,..... 
Drawdown: ,......,..,.....,."...,....................,...."..... 
Yield: ",. ,.. .,..., .. ., ".'.. .....,.....,..'..". .. .... .... ,. .... . . '" 


Depth 
(feet) 
3 
69 
81 
123 


1 hour 
57 feet 
23 feet 
1600 gpm 


S-7560. (C-8) East Coast Lumber Terminal Co., Broad Hollow Road, Farmingdale. 
Drilled by C. W. Lauman & Co., Inc., June 3, 1949. 
Log: 


Thickness 
(feet) 
2 
21 
52 


Depth 
(feet) 
2 
23 
75 


Top soil and loam ........,..,......,..............,............ '......'......... 
Coarse sand and heavy gravel .... ........ ......................,.,.. 
Coarse sand, medium to hea vy gravel ............................ 
Casing: 16 inches 
Screen: 21 feet of 16 inch with bottom at 71 feet. 
Static water level: .................'..................,... 22 feet 
Dra wdown : ........... ............ " ...,...... '..' '. ... . ....,.. 20 feet 
Yield: ". '... ..,. ...... ,.'. ,. .,.... ,.'...,........,.. .... ." '" ... 1500 gpm 


S-7568. (D-10) Union Free School District # 7, Grand Boulevard, Deer Park. Drilled 
by C. W. Lauman & Co., Inc., September 20, 1949. Log begins at 11 
 feet below grade. 
Log: Thickness Depth 
(feet) (feet) 
29 29 
21 50' 
8 58 


Whi te sand and gravel ...'.....,............,....,.....,...................... 
Light brown sand and gravel ................,...,....................... 
Light brown fine sand and gravel ......,............................. 
Casing: 6 inches 
Screen: 11 feet of 6 inch with bottom at 58 feet. 
Static water level: ............ ............................... 
Yield: ' .. .. .. .. .. .. .. . .. .. .. . .... .. ......' ..................'..,....'.. 


16 feet 
65 gpm 
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S-7569. (E-19) Hampton Bays Water District, Ponquogue Avenue, Ham ton Bays. 
Drilled by C. W. Lauman & Co., Inc., October 11, 1949. 
Log: 


Thickness 
(feet) 
10 
10 
11 


Beach sand ..,.............................,......................................... 
Sand and gravel ..,.....,......................................................... 
Coarse sand and some gravel ............................................ 
Casing: 8 inches. 
Screen: 11 feet of 8 inch with bottom at 31 feet. 
Pumping test: 
July 12, 1949. 


Dept 
(feet 
10 
20 
31 


Duration: ................................................................ 8 hour 
Static water level: ................................................ 15 feet 
Drawdown: .........,.................................................. 5 feet 
Yield: ............".......................",.............................. 120 gpm 


S-7570. (F-23) Home Water Company, Oak View Highway, East Hampto. Drilled 
by C. W. Lauman & Co., Inc., October 11, 1949. 
Log: 


Thickness 
(feet) 
4 
5 
66 
70 
18 


Top soil and sand ..,.............,..................,............................ 
Blue clay .,.,.. ,.,.. ........... '" ............ ...... .......... ........ ... ........... ... 
Sand and gravel .,................................................................ 
Coarse sand and gravel .................................................... 
Fine sand and gravel ........................................................ 
Casing: 12 inches. 
Screen: 26 feet of 12 inch with bottom at 163 feet. 
Pumping test: 
July 7, 1949. 


Dept 
(feet 
4 
9 
75 
145 
163 


Duration: ,............................................................... 
Static water level: '............................................... 
Dra wdown: ....' ........................................ ........ ....... 23 feet 
Yield: ..............,.......,.................. ............................. 850 gp 


S-7598. (F-17) Daniel Donahue, Riley Avenue, Calverton. Drilled by John Tim- 
mann, June 30, 1949. 


Log: 


Thickness 
(feet) 
8 
42 
32 
7 


Small gravel .... ....,..,.................. ........................................ 
Medium fine sand .",....................,...............,......,................ 
Coarse sand, small amount of gravel.........,...................... 
Very fine sand ..... .............................................................. 
Clay below 89 feet. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 80 feet. 
Pumping test: 
June 29, 1949. 


Dep 
(fee ) 
8 
50 
82 
89 


D ur a ti on: .. .. .. .. .. .. .. . .. . .. .. . .. .. .. .. . .. .. . .. .. .. .. .. .. .. . .. .. .. .. .. 4 h 0 u s 
Static water level: .............................................. 40 feet 
Yield: . . . . . . . .. . . . . . . .. . . . . . . . . . . .. . . . . . . . . .. ... . . . .. . . .. .. . . . . .. . . . . . . . . . 500 gp 
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S-7605. (E-17) Anton Florko, River Road, Calverton. 
June 16, 1949. Log shows 58 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 50 feet. 
Pumping test: 
June 16, 1949. 


Drilled by John Timmann, 


Duration: "'" '... ,... ,..,.. .,. ..". '..... .......... ...... ...... .... '" 3 hours 
Static water level: .............................................. 16 feet 
Yield: ..... ., ...... ...............................................,....... 650 gpm 


S-7606. (E-16) Anton Florko, Line Road, Manorville. 
June 14, 1949. Log shows 63 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 62 feet. 
Pumping test: 
June 14, 1949. 


Drilled by John Timmann, 


Dura tion: ....,......."................................................ 2 hours 
Static water level: .........................'.................... 17 feet 
Yield: . .. ...... ... ' .... ........ ........ ................................... 550 gpm 


S-7607. (E-16) Anton Florko, Swan Pond and Line Roads, Manorville. 
John Timmann, June 12, 1949. Log shows 40 feet of clean sand and gravel. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 40 feet. 
Pumping test: 
June 12, 1949. 


Drilled by 


Duration: .............................................................. 3 hours 
Static water level: ,..,................................'....... 8 feet 
Yield: ..... .. ........ . . ....... . ...... .......... " ...... ...... '" ,.. .... ... 500 gpm 


S-7618. (C-9) Union Free .school District #9, Straight Path, Wyandanch. Drilled 
by C. W. Lauman & Co., Inc., September 20, 1949. 
Log: Thickness Depth 
(feet) (feet) 
Coarse brown sand ....,.....,.. ..,..,............................... 15 15 
Coarse brown sand, gravel, large stones .., '................... 39 54 
Casing: 6 inches. 
Screen: 9 feet of 4 inch with bottom at 54 feet. 
Pum ping test: 
August 17,1949. Duration: ......................................... ................ 4 hours 
Static water level: ....................................'..... 12 feet 
Dra wdown: ' .. . .. .. .. , .. .. .. .. ... ............................... 6 feet 
Yield: ............'....... ........ .................................... 75 gpm 


Note: Water temperature 51°F. 


8-7642. (G-26) Montauk Water Supply Corp., Montauk Point. 
field Construction Co., August 5, 1949. 
Log: Thickness 
(feet) 
Top soil ,'...., " '. ,.,'.,... .,. ."... .., '" '" .,. .'..... ..' '" ........ .......... ....... 3 
Large rock """',...."........,....."..,.......,.,.,.............................., 22 
Sand and gravel ................... .................. ..... '.............. ......... 28 


Drilled by Duf- 


Depth 
(feet) 
3 
25 
53 
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S-7673. (C-9) Long Island State Park Commission, Belmont Lake S te Park. 
Drilled by Works Progress Administration, 1936. 
Log: 


Thickness 
(feet) 
30 
22 
11 
2 
10 
1 
1 


Sand medium, some gravel ................. ................ ............... 
Sand fine, some gravel ........................................................ 
Sand fine, brown ,............'.................................................. 
Sand medium, dark, some gravel...................................... 
Sand medium to coarse .,.',..,........"."...',,'.....'.'.................. 
Sand fine, some gravel ........................................................ 
Sand fine . '. '..... ,. '. .... " ...................................... ... ................ 
Sand and silt below 77 feet. 
Casing: 12 inches. 
Screen: 15 feet of 12 inch with bottom at 75 feet. 
June 15, 1949. Static water level ..,.......,..................................... 
Yield: ..... ........ ...... .......... .....'... ....,.... .......... ........... 


Dept 
(feet 
30 
52 
63 
65 
75 
76 
77 


32 feet 
500 gpm 


S-7677. (D-14) Walter Zukowski, Station Road, Bellport. Drilled by Du field Con- 
struction Co., June 23, 1949. 
Log: 


Thickness 
(feet) 
3 
37 


Top soil .,.......'""........,.. .......... ....... ..... .... ...... ........ ... ..... ....... 
Sand and gravel ........".......,........................,....................... 
Casing: 4 inches. 
Screen: 16 feet of 4 inch with bottom at 40 feet. 
Static water level: ,..........'................................ 
Yield: ............... .............. .... ............ ......... ............ 


Dept 
(feet 
3 
40 


13 feet 
300 gpm 


S-7686. (G-20) A. P. Sepenoski, North Road, Southold. Drilled by Long Is and Water 
Supply Company, June 12, 1950. 
Log: 


Hardpan .............................................................................. 
Sand and gravel ............'...........................................,......... 
Casing: 8 inches. 
Screen: 21 feet of 8 inch with bottom at 80 feet. 
Pumping test: 
July 2, 1949. 


Thickness 
(feet) 
10 
71 


Dept 
(f eet 
10 
81 


Duration: ................................................................ 8 hour 
Static water level: .....'............................................ 32 feet 
Dra wdown : .................... ........................................ 15 feet 
Yield: ...........................,....,........................,............ 350 gpm 


S-7687. (H-22) John Koroleski, Route 25A, Orient. Drilled by Long Isl nd Water 
Supply Co., June 24, 1949. Log shows 35 feet of sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 35 feet. 
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S-7688. (G-20) Diller Brothers, Bridge Lane, Peconic. Drilled by Long Island Wa- 
ter Supply Co., July 1, 1949. Log shows 91 feet of sand and gravel. 


Casing: 10 inches. 
Screen: 21 feet of 10 inch with bottom at 91 feet. 
\ 
Pumping test: 
June 29, 1949. Duration:................., .......... ....................... '......... 
Static water level: ................................. ............ 
Drawdown: ..'..............'.'..........................'...,....... 
Yield: ,'.,.....".....,..'..,.. ,.., .... ........ ........ ..........., '...,.. 


8 hours 
40 feet 
20 feet 
500 gpm 


S-7698. (F-18) Harold Kaminski, Phillips Lane, Aquebogue. Drilled by C. W. Lau- 
man & Co., Inc., June 27, 1949. 


Log: 


Thickness 
(feet) 
2 
15 
40 


Top soil ........,.','.....,'....,..........'......................,..................... 
Brown sand and gravel ... .. .. .... .....,.... ............................ .. . 
Coarse white sand and gravel.............................................. 
Casing: 6 inches. 
Screen: 22 feet of 6 inch with bottom at 57 feet. 
Pumping test: 
June 27, 1949. 


Depth 
(feet) 
2 
17 
57 


Duration: .'...................,.............................,.......... 1 12 hour 
Static water level: .............................................. 20 feet 
Dra wdown: ,.................................. ..........., ,. .....". ' 2 feet 
Yield: ,.....................................'............................. 100 gpm 


S-7699. (F-15) Nick Wivchar, Randall Road, Shoreham. Drilled by Raymond Zam- 
ber, June 25, 1949. 


Log: 


Thickness 
(feet) 
2 
126 


Loam ...,..............................................................................'. 
Sand and gravel ..............................................................,... 
Casing: 10 inches. I 
Screen: 20 feet of 10 inch with bottom at 127 feet. 
Pumping test: 
June 25, 1949. 


Depth 
(feet) 
2 
128 


Duration: ............................................................ 1 hour 
Static water level: ............................................ 88 feet 
Drawdown: ............'......................................'...... 22 feet 
Yield: ' , '" ...'".. .. ,. ,....... .... ., ...... ...', .. ....,.............,.... 800 gpm 



8-7701. (E-20) Rosko Farms, North Highway, Southampton. 
Keck, August 24, 1949. 


Log: 


Thickness 
(feet) 


Top of well ,.......",.............,..,.............",................,............. 
Medium sand and coarse gravel ........................................ 13 
Coarse sand and medi urn gravel ........................................ 7 
Medi um sand ,.,.",......"....,...............,.................................... 5 
Medium sand and medium gravel .................................... 9 
Coarse sharp sand and fine gravel .................................... 6 
Medium sand only .,.......','....,.................... ...... .......... ......... 5 
Medium sand and coarse gravel........,....,.., ........'............. 10 


Casing: 8 inches. 
Screen: 21 feet of 8 inch with bottom at 55 feet. 


Pumping test: 
August, 1949. Duration:.....,....,..,............, ........... ......................... 
S ta tic water level: .........,...... .. .. ... .. .. . .. . .. . .. .. . . .. .. . .. . 
Dra wdown: . '. ' . " .,'. ' .' ,.,..................,..........'............ 15 fee 
Yield: . . . . . . . . . . , . , , , . . . . . . ' . ' . . . . . , . . . . . . ' . . . . . . . , , . . . . . . . . . . . . . . . . . . . . . . ,. 450 gp 


75 


Cornelius 


5 
18 
25 
30 
39 
45 
50 
60 


S-7702. (E-16) Alex Saneski, Chichester Avenue, Manorville. Drilled y Cornelius 
Keck, August 18, 1949. 


Log: 


Thickness 
(feet) 


Medi urn sand and gravel .................................................... 9 
Medium sand ,,' ,....' '. '....,.. ..................,..... ............ ...,..... ..... " . 3 
Soft clay " , . . ' , . . . . .. . . . . . . . . . . ' , . . . . , . . . ' . . , . . . . . , . . . . . . . . . . . . . . . . . . . . . . . . . . . . . . .. . . . 2 
Soft clay, half sand and some gravel ..............'................. 3 
Medium sand and fine gravel....,..,................................ .., 4 
Coarse sand and gravel the size of eggs ........................ 5 
Coarse sand and fine gravel ............................. ................ 29 


Casing: 8 inches. 
Screen: 21 feet of 8 inch with bottom at 55 feet. 


Pumping test: 
August, 1949. Duration:................"..... ...................... ................ .., 
Static water level: ................................................ 
Drawdown: ...,........,........ '.............................',...",. 11 fee 
Yield: .. ' .. .. .. .. .. ' .. .. .. .. '.. .... ............... . ..................... 400 gp 


9 
12 
14 
17 
21 
26 
55 



76 


S-7703. (D-9) Woodbourne Cultural Farm, Colonial Spring Road, Melville. Drilled 
by Henry Mathies, August 1, 1949. 
Log: 


Thickness 
(feet) 
1 
25 
2 
2 
2,6 
6 
2 
23 
16 
7 
3 
25 


Depth 
(feet) 
1 
26 
28 
30 
56 
62 
64 
87 
103 
110 
113 
138 


Loam ..,'..,.........., ,.......,.............,.......................................... 
Coarse brown sand, gri ts, gravel, large stones ................ 
Coarse brown sand and grits ............................................ 
Medium brown sand and brown clay................................ 
Sandy brown clay '................ ...... ....................................... 
Medium brown sand, white clay balls .............................. 
Whi te clay ............................................................................ 
Brown clay and sand .......................................................... 
Medium brown sand, white clay balls .............................. 
Medium brown sand ..,............,........................................ 
Brown clay .,',...,."....,..,......"........................ ........ ............... 
Medium brown sand and small grits ................................ 
Casing: 10 inches. 
Screen: 23 feet of 10 inch with bottom at 138 feet. 
Static water level: ............................................ 32 feet 
Drawdown: ........................................................ 6 feet 
Yield: .................................................................. 720 gpm 


S-7736. (E-21) Rosko Farms, North Sea Road, Southampton. Drilled by C. W. Lau- 
man & Co., Inc., July 19, 1949. 
Log: 


Top soil and loam ,...".,..,.................,................................... 
Medi urn coarse dry sand and gravel ................................ 
Medi urn to coarse sand and gravel .................................... 
Casing: 12 inches. 
Screen: 21 feet of 12 inch with bottom at 99 feet. 
Pumping test: 
July 18, 1949. 


Thickness 
(feet) 
3 
39 
58 


Depth 
(feet) 
3 
42 
100 


Duration: ................................................................ 
 hour 
Static water level: ................................................ 41 feet 
Dra wdown: ..............................,............................. 30 feet 
Yield: .... ....... .................. ............ ... ....... ........ ........ ... 875 gpm 


S-7738. (F-17) Alex Bobinsky, Osborn Avenue, Riverhead. Drilled by Long Island 
Water Supply Co., August 17, 1949. 
Log: 


Loam .............,.."..,...,........................................................... 
Coarse sand and gravel ...................................................... 
Fine sand . .. " .,. . .... .,..".,.,..................................................... 
Coarse gravel .....,.,.......,...................................................... 
White clay .,...,..,........."........................................................ 
Sand and gravel ..... ...,.... ...,.................................... ............. 
Casing: 12 inches. 
Screen: 22 feet of 12 inch with bottom at 173 feet. 
Pumping test: 
July 26, 1949. 


Thickness 
(feet) 
10 
65 
65 
7 
3 
25 


Duration: .........,.................................................... 
Static water level: . ,.....,'.." ,..' '.' '" .,'... '..,..., .'.', '..". 
Dra wdown : ..... ...................................... ..... .. ........ 
Yield: "". "" ,'. ..,."" ,. '..'.. .,. ,... ,'.' "". ...', ,... '..." .....'. 


Depth 
(feet) 
10 
75 
140 
147 
150 
175 


8 hours 
98 feet 
27 feet 
600 gpm 
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John Finn, Wellwood Avenue, Pinelawn. Drilled by Hen y Mathies, 


S-7740. (D-9) 
July 18, 1949. 
Log: 


Thickness 
(feet) 
1 
1 
2 
67 
2 
18 


Top soil .",..".,...."""....,....,'...................................... 
Loam ",.,.,.. "".."",.,.'..'"",."""..."",.,.,.,..,...',.....,.,.......,...... 
Sandy loam, gravel and stones ..'..................................... 
Coarse brown sand, gravel and large stones '................. 
Medium brown sand, grits, lumps of clay...................... 
Coarse brown sand, grits and gravel ................................ 
Casing: 8 inches. 
Screen: 16 feet of 8 inch with bottom at 91 feet. 
Pumping test: 
July 18, 1949. 


Dep h 
(fee ) 
1 
2 
4 
71 
73 
91 


Dura tion: "".""",."......,.,.,.."......"....,..................... 4 ho rs 
Static water level: .....................,.......................... 40 fee 
Drawdown: .,......,............,............................. ......... 28 fee 
Yield: ....".............................................................,.. 525 gp 


S-7741. (E-21) .Rosko Farms, Halsey's Neck Lane, Southampton. 
Lauman & Co., July 19, 1949. 
Log: 


Thickness 
(feet) 
2 
71 


Top soil ................................................................................ 
Coarse brown sand and gravel.......................................... 
Casing: 12 inches. 
Screen: 16 feet of 12 inch with bottom at 73 feet. 
Pumping test: 
July 19, 1949. 


Duration: ....,..........,.........,..,..',..' ,................,....',... 
Static water level: '........'..,...,.....................'......... 
Drawdown: ...........,.................,......,..,...."......".,..., 
Yield: . .. . . .. " . . . . .. .. . . . . . . . . . . . . . . . . . . . . .. . . . . . , . . . . . . . . . . . , . . ' , , ' , , , . . . . 


8-7764. (G-21) John Plock, North Bayview Road, Southold. 
Reed, Inc., July 22, 1949. 
Log: 


Thickness 
(feet) 
11 
5 
6 
7 
11 
14 
7 
19 


Dirty formation ......,.....",..,.,.."......,.......,........................ 
Brown sand ",."..,.......,.......".......,.......,................................ 
Sand and gravel "..'...,..,.....,......,....'...".,.,.....,...................., 
Muddy sand, yellow,........,.........,.....,.................................. 
Clay ,'.......",.,...",.,.,.,......,................................................,.... 
Brown sand and clay .."'.,.,'......,...,...,,..............,..,.......,...... 
Brown dirty sand ""......"..,..,........,.....,.,...,.................,....... 
Brown sand and gravel .................., ,.........................,....'.. 
Casing: 4 inches. 
Screen: 15 feet of 4 inch with bottom at 79 feet. 
Pumping test: 
July 22, 1949. 


Duration: ................................................................ 
Static water level: ................................................ 
Drawdown: .,.......'..............................................,... 
Yield: .'.. .....,. ......."......,.............. ....,........,... ............ 


Karlson & 
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S-7787. (E-14) 
August 23, 1949. 
Log: 


Mrs. Marie Babski, Fire Road, Yaphank. Drilled by John Timmann, 


Coarse sand, heavy gravel ................................................ 
Fine to medium sand ,.,"',."...",....".......,..............,..,.......... 
Coarse grained sand and gravel ........................................ 
Medium coarse sand with small amount of small 
gravel ',.,.,..,',.....,.,........,.....,.......,.......................... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 136 feet. 
Pumping test: 
August 23, 1949. 


Thickness 
( feet) 
94 
12 
22 


9 


Depth 
(feet) 
94 
106 
128 
137 


Duration: .............,............................................ 2 hours 
Static water level: ........................................ 83 feet 
Yield: .................,........,............... ...............,'..... 670 gpm 


S-7797. (E-21) Stanley Grzybowski, Shinnecock Road, Southampton. Drilled by C. 
W. Lauman & Co., Inc., July 27, 1949. 
Log: 


Thickness 
(feet) 
2 
5 
46 


Depth 
(feet) 
2 
7 
53 


Top soil "" ...,..", "". ,.. ". "" "....,. ....., ...... ,......."...... ,......' ......, 
Hardpan ". ,.,.' , ., .. " , . ,.". .. . " " '. . ..... .. ................................ '.. .". 
Coarse brown sand and gravel .......................................... 
Casing: 8 inches. 
Screen: 21 feet of 8 inch with bottom at 53 feet. 
Pumping test: 
July 27,1949. Static water level: ..'............................................. 14 feet 
Yield: ,."..,."."....,......,.......,.........................",...,.".. 475 gpm 


S-7799. (F-13) Sag Harbor Theatre Corporation, Patchogue Road, Port Jefferson. 
Drilled by Henry Mathies, October 6, 1949. Log begins in pit 3 feet below surface. 
Log: Thickness Depth 
(feet) (feet) 
5 8 
52 60 
79 139 
11 150 
8 158 


Medium brown sand, grits and gravel and large stones" 
Coarse brown sand, grits, gravel and large stones ........ 
Coarse brown sand, grits and gravel..........................,..... 
Medium dark brown sand ..........'..... ....'............................ 
Coarse brown sand, grits and some gravel ...................... 
Fine dark brown sand, brown clay, water, 
mica and some gravel ..'..................................... 37 
Very fine dark brown sand and mica ..,...... ...............,...... 39 
Whi te clay ""',.,.,"',..,.,",.""",.,.,.,.,.,."."",.,..,....,........,......,. 1 
M edi urn white sand, some grits and stones ...................... 3 
Medium white sand, little brown clay, water ...........,.... 12 
Casing: 8 inches. 
Screen: 21 feet of 8 inch with bottom at 250 feet. 
Pumping test: 
December 5, 1949. Duration:.............................................,...... 


195 
234 
235 
238 
250 


2 hours, 


Static water level: ........................................ 156 feet 
Drawdown: .................................................. 59 feet 
Yield: ' ..' ........ .... ......... ...... ........................... 250 gpm 
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S-7868. (E-12) Convent of Our Lady of the Cenacle, Smith Avenue, Lake onkonko- 
ma. Drilled by Duffield Construction Co., September 20, 1949. 
Log: Thickness Dept 
(feet) (feet 
Top soil ",.................... .. ...... ..,......... ....... ............. " ...... ". 3 3 
Sand and clay.................................................................... 97 100 
Coarse sand ' .. .. .. .. ... ..,....'................'.. ............................... 47 147 
Casing: 8 inches. 
Screen: 10 feet of 8 inch with bottom at 147 feet. 
Static water level: ..........................'................. 117 feet 
Yield: ............................................................,..... 150 gpm 


S-7869. (E-15) Thomas Demkin, Route 25, Middle Island. Drilled by John Timmann, 
August 18, 1949. Log shows 120 feet of clean coarse sand. 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 117 feet. 
Pumping test: 
August 27, 1949. Duration:................ ...... ....... ............. ................ 
Static water level: .......................................... 
Yield: .,......, ......." ...... .... ........ '........... ......., ....... 


Frank Krupski, Mill Road, Mattituck. Drilled by Raymo d Zamber, 


S-7877. (G-19) 
November 29, 1949. 
Log: 


Thickness 
(feet) 
26 
5 
45 


Sand and gravel , ,'. . .. ., ,... " " ".... ..'... ,....... .,..,....... .. . , .... ....... 
Gray clay , ,. ,'.. ..,. '. ........ ..,....'.. ,... .. ."...., ., . . ,....,.......,.. ....... .... 
Sand and gravel ....,."...."".,.......,........,.",......,.....,..,.,.....,... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 76 feet. 
Pumping test: 
August 29, 1949. 


Dept 
(feet 
26 
31 
76 


Duration: .......................................................... 1 hour 
Static water level: ..,......................................... 10 feet 
Drawdown: .............,........................................ 16 feet 
Yield: ...,....'...,.....,..,......,........,..... ..................... 800 gpm 


Steve Hamilton, Midd]e Road, Mattituck. Drilled by Ray ond Zani- 


S-7878.. (G-19) 
ber, July 26, 1949. 
Log: 


Thickness 
(feet) 
3 
25 
29 


Loam "",."'..,.,...""...,."....,.".......,...',,............,.,,'.......,......... 
Sand and clay ",.",.",.....".......,...,..,............'..............,......... 
Sand and gravel ,..., " ,... " ,. .,...' ,. ,... ....."...'..." ...... ,....,.. .. ..... 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 57 feet. 
Pumping test: 
July 26, 1949. 


Dept 
(feet 
3 
28 
57 


Duration: ",.'..'"".'...,...,..,... ...,.......................,.."... 1 hour 
Static water level: ................................................ 18 feet 
Drawdown: ..... ......... .............. ..... ...... ............... ..... 11 feet 
Yield: ...................................................................... 450 gpm 
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8-7879. (F-16) 
ber, July 29, 1949. 
Log: 


John Worona, North Road, Wading River. Drilled by Raymond Zam- 


Loam ..,"""".',...""......................................,........,......... 
Sand and gravel .'"....'.......,....,............................................ 
Brown sand , ". '.. .. ., ,. .....'.. ....,. .........,.......,.......... ................. 
Brown sand and gravel ,..,...."...............,...,........................ 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 145 feet. 
Pumping test: 
July 29, 1949. 


Thickness 
(feet) 
3 
60 
30 
52 


Depth 
(feet) 
3 
63 
93 
145 


Duration: "...............,......................,....................... 1 hour 
Static water level: ................................................ 95 feet 
Drawdown: ............................................................ 8 feet 
Yield: .,.......',. ....... ................................................... 650 gpm 


S-7880. (F-16) Adam Stelmaschak, North Road, Wading River. Drilled by Raymond 
Zamber, August 9, 1949. 
Log: 


Loam "."..."...,.', ,'....".......................................................... 
Sand and gravel "",.,..,...,.."......,,'.....,.,..,...........,................ 
Sand with clay ,...........".....,........,.................,..................... 
Sand and gravel ."........,.........,................,........................... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 156 feet. 
Pumping test: 
August 9, 1949. 


Thickness 
(feet) 
3 
92 
20 
41 


Depth 
(feet) 
3 
95 
115 
156 


Duration: ............",..... ....................................... 1 hour 
Sta tic water level: ................. .....................,... 86 feet 
Drawdown: ....,.......,.......... ............................... 21 feet 
Yield: ................................................................ 900 gpm 


S-7881. (F-16) Anthony Wivchar, Route 25A, Wading River. Drilled by Raymond 
Zamber, August 22, 1949. 
Log: 


Loam .,..'"...,.....,.,.....',.......'..............,................................... 
Fine sand ..,.....',.......,......,.,................................................. 
Sand and gravel..... ...". ........ ................. ..... .... ..... ... ...... ... .... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 119 feet. 
Pumping test: 
August, 22, 1949. 


Thickness 
(feet) 
3 
72 
48 


Depth 
(feet) 
3 
75 
123 


Duration: ..,... .......... ....... ........ ........... ... ........ ..... 1 hour 
Static water level: ............................................ 55 feet 
Drawdown: ..'................................................... 28 feet 
Yield: ,.... ........ ................................................... 900 gpm 
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S-7904. (E-21) Stanley Knight, North Sea-Mecox Road, Southampton. rilled by 
John Timmann, September 26, 1949. Log shows 73 feet of coarse grained sand. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 72 feet. 
Pumping test: 
September 16, 1949. Duration:............,...............................,....... 2 hour 
Static water level: .........................'.......... 31 feet 
Yield: .......................................................... 410 gpm 


S-7906. (F-12) Bruno Beck, Sheep Pasture Road, Setauket. Drilled by . W. Lau- 
man & Co., Inc., June 6, 1951. 
Log: Thickness Dept 
(feet) (feet 
Top soil and loam ................................................................ 2 2 
Coarse sand and gravel.................................................... 52 54 
Dark brown clay and sand ................................................ 21 75 
Fine brown dirty sand ........................,..................'.......... 66 141 
Coarse sand and gravel ...................................................... 12 153 
Beach sand and some gravel ........,................................,.. 25 178 
Dark brown sand, clay .........,........,......,.............................. 15 193 
Black sandy clay ..........,.. ... ..............'............................... 27 220 
Casing: 12 inches. 
Screen: 37 feet of 12 inch with bottom at 180 feet. 
Pum ping test: 
December 11, 1952. Duration: .................................................... 4 hour 
Static water level: .................................... 124 feet 
Yield: ..".....'.............................................,. ,1000 gpm 
Note: 15 feet of 10 inch Tail Piece at bottom of screen. 


S-7907. (F-24) 
linger, July 18, 1949. 
Log: 


Bart Hadel, Hedges Lane, Amagansett. Drilled by Erwi B. Schel- 


Thickness 
(feet) 
4 
11 
41 


Dept 
(feet 
4 
15 
56 


Loam ........,.......'"................................................................. 
Sand and gravel .........,......,................,................................ 
Very coarse sand and gravel ...........:................................ 
Casing: 6 inches. 
Screen: 20 feet of 6 inch with bottom at 53 feet. 
Static water level: ............................................ 
Yield: ... .............. ................. ..... .................... ...".. 


12 feet 
500 gpm 


S-7922. (H-21) Wayland Brown, Sound Avenue, East Marion. Drilled b Long Is- 
land Water Supply Co., September 30, 1949. Log shows 96 feet of sand and gravel 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 95 feet. 
Pumping test: 
September 27, 1949. Duration:................,................................... 8 hour 
Static water level: ...................................... 42 feet 
Drawdown: '............,.................................. 18 feet 
Yield: '" ,..... ..........................................,...... 500 gpm 
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S-7923. (F-18) Mrs. Vivian Tuthill, Sound Avenue, Jamesport. Drilled by Long Is- 
land Water Supply Co., October 3, 1949. Log shows 103 feet of sand and gravel. 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at unknown depth. 
Pumping test: 
August 25, 1949. Duration:..,.......,............................................... 8 hours 
Static water level: .......................................... 45 feet 
Drawdown: ",'...."...............................,.',."...... 20 feet 
Yield: , '" ..,.. ........".. ................ ............,.......', "... 500 gpm 


S-7926. (F-21) Julian Zebrowski, Seven Pond Path, Water Mill. Drilled by C. W. 
Lauman & Co., Inc., November, 17, 1949. 
Log: 


Top soil, loam , .,.,..,.,.,....'..................................... ........ ....... 
Sand and gravel .,......".,....,.,..............,................................ 
Coarse sand and gravel ".".,.'".,...,....'...,.......,.................... 
Medi urn coarse sand and gravel ........................................ 
Casing: 12 inches. 
Screen: 21 feet of 12 inch with bottom at 114 feet. 


Thickness 
(feet) 
1 
58 
42 
13 


Depth 
(feet) 
1 
59 
101 
114 


Sta tic water level: .................................. ....'.... 60 feet 
Yield: . "...... ,............................................... ....., .. ,1000 gpm 


S-7928. (E-22) Stanley Grzybowski, Mecox Road, Mecox. Drilled by C. W. Lauman 
& Co., Inc., August 13, 1949. 
Log: 


Thickness 
(feet) 
3 
3 
47 


Top soil ,,'.........,.',.,...'..,....,.......... ......... ................ ....... '" ..... 
Hardpan , " ,.. .., ., .. ,. ',' .,. . ,. .' ...... ............................................... 
Coarse brown sand and gravel .......................................... 
Casing: 8 inches. 
Screen: 21 feet of 8 inch with bottom at 53 feet. 
Pumping test: 
August 13,1949. Static water level: ....'....................................... 
Yield: . '.. .....'..' ....', ,..... ... ... .......... .......... ..... 


Note: Temperature of water 53°F. 


Depth 
(feet) 
3 
6 
53 


5 feet 
425 gpm 


S-7934. (F-19) Henry S. Romanowski, Laurel Lane, Laurel. Drilled by C. W. Lau- 
man & Co., Inc., August 18, 1949. 
Log: 


Top soil , " ", ., , '" .. " '..... .. , '.. .. '... ....,.............................. 
Coarse brown sand and gravel .......................................... 
Casing: 10 inches. 
Screen: 21 feet of 10 inch with bottom at 85 feet. 
Pumping test: 
August 16, 1949. 


Thickness 
(feet) 
2 
83 


Depth 
(feet) 
2 
85 


Duration: .......................................................... 
 hour 
Static water level: ............................................ 30 feet 
Drawdown: .',......,..........,..............................'.. 8 feet 
Yield: ,'...,..,....................................................... 500 gpm 
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S-7953. (F-18) Henry Kwasnieski, Northville Turnpike, Riverhead. Dril ed by Ray- 
mond Zamber, August 26, 1949. 
Log: 


S-7980. (C-13) The Rose Fair, Inc., Maple Street, Blue Point. 
Reed, Inc., October 20, 1949. Log shows 70 feet of sand. 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 70 feet. 
Pumping test: 
October 29, 1949. Duration: .................................................. 4 hou s 
Static water level: ........................................ 20 fee 
Drawdown: .................................................... 5 fee 
Yield: .............................................................. 140 gp 


Thickness 
(feet) 
3 
63 


Loam .',..,'.".'....', ",..",."".".,.,."",'..",...........,..................... 
Sand and gravel ,.,.,...'",..,."",..'"......,..,.........,.................. 
Casing: 10 inches. 
Screen: 15 feet of 10 inch with bottom at 64 feet. 
Pumping test: 
August 26, 1949. 


Duration: ",..,..".',...........,.........................,.,..... 
Sta tic water level: '...................................,..... 
Drawdown: ...,.....,........................,.....".....,...". 
Yield: ,...""",.. ...",.. .............,.... .............. ,......,... 


Dep h 
(fee ) 
3 
66 


Karlson & 


S-7990. (F-17) Joseph Karpinski, Roanoke Avenue, Riverhead. Drilled b John Tim- 
mann, October 12, 1949. Log shows 146 feet of clean coarse sand and gravel. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 142 feet. 
Pumping test: 
October 10, 1949. Duration:........"............................................. 3 hours 
Static water level: .......................................... 84 fee 
Yield: .".. ...,........................ "....................", .,.. 600 gp 


8-7991. (F-18) Mike Shubert, Riverhead. Drilled by Karlson & Reed, I Septem- 
ber 16, 1949. 
Log: Thickness 
(feet) 
Dirty sand .,."",..,."".",..".,'."."..",.,.,."..'.,.".,.'",....,........... 3 
Coarse sand and gravel ........ . .. .. .. . .. .. . .. . .. . .. .. .. .. . .. .. . .. . .. .. .... 36 
Fine sand ,., ., ., , ' ., ...... .. .... ..,....... ...,................,...................... 1 
Dark gray clay .....'................. ...................... .............. ......... 4 
Coarse sand and grav,el ...................................... .............. 8 
Fine sand and clam shells ..' .. ....................... ... ........ ......... 1 
Dirty dark gray sand '............................... ....................... 8 
Casing: 6 inches 
Screen: 20 feet of 6 inch with bottom at 39 feet. 
Pumping test: 
September 16, 1949. Duration: ................................................ 4 ho rs 
Static water level: .................................... 4 fee 
Drawdown: ................................................ 16 fee 
Yield: ..'.'...,.....,........,.,..,....... .................... 325 gp 
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S-8038. (F-23) Bohack Realty Corporation, Fithian Lane, East Hampton. Drilled by 
Erwin B. Schellinger, October 7, 1949. 
Log: 


Thickness Depth 
(feet) (feet) 
7 7 
56 63 


Loam ",.,',..,',.,....,.,.,.".............,...............,............................ 
Sand and gravel ",............................................................. 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 54 feet. 
Static water level: ............................................ 27 feet 
Yield: .................................................................... 50 gpm 


S-8048. (F-18) Tuthill Brothers, Sound Avenue, Jamesport. Drilled by John Tim- 
mann, December 3, 1949. 
Log: 


Thickness 
(feet) 
Hard formation and clay .................................................... 22 
Coarse grain sand and gravel ... .. .. . .. . .. . .. . .. . .. .. .. .. .. .. .. . .. .. . 56 
Clean sharp, medium sand with streak of gr
vel ............ 11 
Clean coarse sand and gravel ............................................ 11 
Clean fine sand ............... ........................ ........................... 13 
, Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 109 feet. 
Pum ping test: 
December 2, 1949: Duration: ...........................................,........ 3 hours 
Sta tic water level: ........................................ 49 feet 
Yield: .,....................................... ................... 735 gpm 


Depth 
(feet) 
22 
78 
89 
100 
113 


S-8078. (D-18) Bohack Realty Corporation, Main Road, Westhampton Beach. Drilled 
by Erwin B. Schellinger, November 9, 1949. 
Log: 


Thickness 
(feet) 
, . , . , , .. ' .. . . , . . .. .. .. . . .. .. .. . . .. .. . . .. .. . . .. . . . . .. . . . 7 
. ,'"."",.'.......,..."............................. 42 


Loam ..,.. , ... ,..... .......... 
Sand and gravel .. .. .. .. 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 42 feet. 
Static water level: ............................................ 
Yield: ........... .......... .... ............ .................,.. .....,. 


Depth 
(feet) 
7 
49 


12 feet 
50 gpm 


S-8084. (E-10) Gustav Johnson, Cedar Road, Cammack. Drilled by Long Island Water 
Supply Co., June 2, 1950. 
Log: 


Thickness 
(feet) 
4 
91 
80 
20 
7 


Loam ',..,',.,..".."".,....,.."...............,.,.....,.............................. 
Sand and gravel .,...,.......................................................... 
Clay ',..".,'",.....,..,........,.......,..,..............,.................. 
Clay mixed with sand ............................ ........................ 
Fine sand ..... ." ,.. ....., .. ...,. .................................................... 


(Continued on next page) 


Depth 
(feet) 
4 
95 
175 
195 
202 
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S-8084. (Continued) 
Casing: 12 inches 
Screen: 20 feet of 12 inch with bottom at 202 feet. 
Pumping test: 
February 7, 1950. Duration: .................................................... 
Static water level: ....................,........'.......... 
Dra wdown: ,.,..'...........,.....',..........................' 
Yield: .,..........,.,..,..........,.,.,....................,..".. 


S-8119. (F-13) E. C. Griffin & Son, Inc., Oak Drive, Miller Place. Drilled b John Tim- 
mann, March 17, 1950. Log shows 102 feet of clean coarse sand and gravel be oming very 
coarse at bottom. 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 99 feet. 
Pumping test: 
March 17, 1950. Duration: ........................................................ 
Static water level: ............................................ 
Yield: .,'..,'..'............................... ........,......,.. ..... 


S-8120. (E-9) John Johnson, Claypitts Road, Greenlawn. Drilled by Island 
Water Supply Co., April 22, 1950. 
Log: Thickness Dep h 
(feet) (fee ) 
Loam .,....".,.,....'....,......'....................................................... 5 5 
Coarse sand and gravel .. .. .. .. . .. . .. .. .. . . .. .. .. .. .. .. .. .. . . . . .. .. .. .. .. .. 89 94 
Clay mixed with sand ........... .................................'.......... 50 144 
Clay , . , . ' , , . , , , . . , . , , . , , , . , . , , , . . . . ., ",.,.'" "."""".",.",.."...'",.."".',... 34 1 78 
Sand and clay ",."..."......,...,.,.",.,......................,............... 22 200 
Red clay ........'.,......'.....,..".....",.....,..".................................. 20 220 
Sand ",..."",.'."""".,.".""."",."""."...""...,..,.'"."'..".,.'"",,.. 30 250 
Fine sand .....,...................... ..'..... ........ ........................... 30 280 
Blue clay""",.",.,.,..,.",.",....................:................................. 50 330 
Fine sand ...,. " .,..', " ". ,., ., ." ...,. .,....,.............................. '" ..... 15 345 
Fine sand and clay ............................................................ 15 360 
Fine sand ............'...... ..........'..... .........................' ...... ........ 15 375 
Casing: 12 inches 
Screen: 30 feet of 12 inch with bottom at 375 feet. 
Pumping test: 
January 30, 1950. Duration: ................................................... 8 ho rs 
Static water level: ........................'.......,....... 169 fee 
Drawdown: ...................... ........ ...... ............... 80 fee 
Yield: ...., '. ...................... .................. " ,.', ....... 700 gp 


S-8133. (G-20) Stanley and Walter Krupski, Bridge Lane, Cutchogue. Drilled by 
C. W. Lauman & Co., Inc., June 15, 1949. 
Log: Thickness 
(feet) 
Loam ".""..",.""'.."""",....,."".......,..,..,..........."..,,.............. 3 
Clean coarse sand and gravel . ....'....,.......... ....'................ 28 
(Continued on next page) 
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S-8133. (Continued) 


Dirty coarse sand and lots of gravel ,........'...................... 47 78 
Fine brown sand .........'.........,... .......'......... ........... ....... ...... 21 99 
Medium coarse brown sand and gravel............................ 24 123 
Medium coarse sand ........................................................ 5 128 
Casing: 12 inches 
Screen: 26 feet of 12 inch with bottom at 128 feet. 
Pumping test: 
January 26, 1950. Duration: .................................................... 4 hours 
Static water level: ...... ..... ............................. 58 feet 
Drawdown: ,................"................................. 2,5 feet 
Yield: ............,........ ...,.............. ............., '. ..... 600 gpm 


S-8139. (D-17) 
April 20, 1950. 
Log: 


Merritt Rogers, Remsenburg Road, Speonk. Drilled by Cornelius Keck, 


Thickness 
(feet) 
22 
18 
20 


Medi urn sand, .. .. .. .. .. ' .... .................................................. 
Medi urn sand, very little fine gravel ...'............................ 
Medium sand and fine gravel,......,........,........................... 
Casing: 6 inches 
Screen: 21 feet of 6 inch with bottom at 60 feet. 


Pumping test: 
April 14, 1950. 


Duration: ....,................. .................................. 
Static water level: ,...............,.......................,... 
Drawdown: ,.,'."."'..'...."...".,.,,,.......,....., ",.'.".. 
Yield: "",."""".,.",..,....",..,.",..,.,."....."."... 


Depth 
(feet) 
22 
40 
60 


2 hours 
12 feet 
13 feet 
250 gpm 


S-8140. (D-16) Myles & Lane (The Farmerette), Montauk Highway, East Moriches. 
Drilled by Cornelius Keck, March 7, 1950. 
Log: 


Thickness 
(feet) 
3 
27 
15 
5 
5 
6 


Light loam "', '" ,.. ".. "..'.. ,. '.'.,., ,...,. ,....".. ..... ".... ,.,., 
Medium sand ,..,........,............................ ......,..., .. 
Medium sand and fine gravel ...............'....'....'.........'........ 
Medium sand .. .... .............'........ ....,............ '.............. 
Medi urn sand and medi urn gravel '....................................... 
Medium sand and fine gravel ............,............................... 


Depth 
(feet) 
3 
30 
45 
50 
55 
61 


Casing: 4 inches. 
Screen: 7 feet of 4 inch with bottom at 60 feet. 
Pumping test: 
March 7, 1950. Duration: ....,.......,................................................ 1 hour 
Static water level: ....................................'......... 33 feet 
Yield: "',....,..,.....,.....,.,...,.,.,.,......,.......,..,.............. 50 gpm 
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S-8157. (D-17) Egbert and Ronald Raynor, Patterson Avenue, Eastport. Drilled by 
Cornelius Keck, April 10, 1950. 


Log: Thickness Dept 
(feet) (feet 
Light loam,.... ..,;.........'...... ........,.......,........ ........................... 3 3 
Medium sand ....,...............'.................................. 50 53 
Medium sand and sharp fine gravel ,............................... 12 65 
Medium sand,."....,."....."......,......."..................................... 16 81 


Casing: 8 inches. 
Screen: 16 feet of 8 inch with bottom at 81 feet. 


Pumping test: 
April 6, 1950. Duration:,....................... '...................................... 2 hour 
Static water level: '................................ ............... 33 feet 
Yield: ,..................................................................... 350 gpm 


S-8165. (C-11) Bildner Big Ben Corporation, Main Street, Bay Shore. 
C. W. Lauman & Co., Inc., April 18, 1950. Log begins 7 feet below surface. 


rilled by 


Log: Thickness Dept 
(feet) (feet 
Medium coarse gray sand and heavy gravel,...,... '......,... 15 22 
Medium coarse gray sand and gravel................................ 11 33 
Medium coarse sand and traces of gravel........................ 9 42 


Casing: 6 inches. 
Screen: 6 feet of 6 inch with bottom at 42 feet. 


Pumping test: 
April 11, 1950. Duration: ........'..................................................... 
Static water level: .........'........... ........... ................ 
Drawdown: ""...................................................... 
Yield: ..., ...", "".' .,.. ,... .... ............,......... ...... ,.. .,. ,. ,.. 


1/2 hour 
8 feet 
10 feet 
75 gpm 


S-8217. (C-8) B. H. Aircraft, Inc., 441 Eastern Parkway, Farmingdale. Drilled by 
C. W. Lauman & Co., Inc., April 1, 1950. 
Log: Thickness Dept 
(feet) (feet 
Fill . , . . . ' , . ' . . . . , . , , . . , . . , . . . . , . , ' , , . ' . . . ' . . .. ,........................................ 3 3 
Coarse sand and heavy gravel, ..,....................................... 50 53 
Medium coarse sand and gravel........................................ 7 60 
Casing: 8 inches. 
Screen: 11 feet of 6 inch with bottom at 60 feet. 
Pumping test: 
February 15, 1950. Duration: ,..,.....'............................................ 1 hour 
Static water level: ........................................ 22 feet 
Drawdown: .................................................. 5 feet 
Yield: . .. .. .. .. .. .. .. .. . .... . .. .. .. . . .. ... . .. . .. .. . .. .. . .... . .. ... 75 gpm 
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S-8218. (F-23) William C. Daub, Newtown Lane, East Hampton. Drilled by S. R. 
Michaels, May 15, 1950. 
Log: 


Unknown, """""".,.,...,............'.." ".,.,'.......,..........,......... 
Yellow sand '...,........... ........'........... ................ ........... 
Medium gravel and sand.....................,........ ...................... 
Coarse gravel ""..',. ",.....,..............................,.................... 
White sand, coarse gravel.................................................. 
Casing: 4 inches. 
Screen: 10 feet of 4 inch with bottom at 50 feet. 
Pumping test: 
March 8, 1950. 


Thickness 
(feet) 
12 
3 
6 
2 
27 


Depth 
(feet) 
12 
15 
21 
23 
50 


Static water level: ................................................ 22 feet 
Dra wdown: . ................ .,...........'.... ... ..... ... ..... ". . ... 5 feet 
Yield: . .., .,. .' .. .. .... .........,........ ....,. .. .. ....... ... .... .. ...,... 30 gpm 


S-8234. (F-13) Stanley Detmer, Gnar]ed Hollow Road, Setauket. 
mond Zamber, May 3, 1950. 
Log: 


Loam '" ,'.,.,'. '.,.....,........,.,...",......".....,.........,......... 
Sand and gravel .................................................................. 
Gray clay ""..,.,'......,.,..,..................,.......,.........,........'.......... 
Sand and gravel '........................................ ......................... 
Casing: 16 inches. 
Screen: 25 feet of 16 inch with bottom at 154 feet. 
Pumping test: 
May 3, 1950. 


Thickness 
(feet) 
5 
82 
10 
58 


Drilled by Ray- 


Depth 
(feet) 
5 
87 
97 
155 


Duration: ".. ".......,............".....,............................ 5 hours 
Static water level: ............,................................ 127 feet 
Dra wdown: ."......................................................,.. 22 feet 
Yield: ,..,...'........................ ,.......,.,...,..............,'...". 650 gpm 


S-8239. (F-17) Roger McCabe, Middle Road, Riverhead. Drilled by Raymond Zam- 
ber, February 11, 1950. 
Log: 


Loam "",............,.,.....,'..",.,.......,.,.......,.....'..'.... 
Sand and gravel .... .... ... ..'............ .......'........................... 
Blue clay '...""..,.,'. '.,....'........'....,'...,.,.',.......,.................,. 
Coarse sand '" "...'""'..,...,'..'",.'..',,,...... ...,.,..,.............. 


Casing: 12 inches. 
Screen: 15 feet of 12 inch with bottom at 120 feet. 
Pumping test: 
February 11, 1950. 


Thickness 
(feet) 
3 
68 
22 
28 


Duration: ." . ..",,'. ." .,. ................ ................ ... 
Static water level: .. .. ...., ..'......................... 
Drawdown: ........................,..' 
Yield: .. .. .... , , ........................ , .... 


Depth 
(feet) 
3 
71 
93 
121 


2 hours 
50 feet 
27 feet 
800 gpm 
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S-R241. (F-18) Mike Karwoski, Pier Avenue, Riverhead. Drilled by Ray ond Zam- 
ber, May 5, 1950. 


Log: 


Thickness 
(feet) 
4 
35 
81 


Loam .'.." ,..... "......,'....,..........,...."...................,.............. 
Clay and rock ........ .. ...... ..... '..............,............................. 
Sand and gravel '.................'.............. ................................ 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 119 feet. 
Pumping test: 
:May 5, 1950. 


Dept 
(feet 
4 
39 
120 


Duration: .,..,..,..,.,...,.....',.....,..........................,.,...,. 2 hour 
Static water level: ................................................ 63 feet 
Drawdown: .................'................................,....... 21 feet 
Yield: ........................,.......... ...... ...................... ... .... 800 gpm 


S-8242. (F-19) 
ber, June 2, 1950. 
Log: 


David Cooper, Bergen Avenue, Mattituck. Drilled by Ray ond Zam- 


Thickness 
(feet) 
'..,......., '..'.. ....'..'... 4 
",'...,'.,...'..",..'.. 49 
...... '....... ...................... 10 
.................'........'... 47 


Loam .. .. .. , .., .... ......'...... 
Sand and gravel ......'..... 
Sand and muck , .. ........ .., .. 
Sand and gravel ..... ................,.., 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 109 feet. 
Pumping test: 
June 2, 1950. 


Duration: ........ .. .. , ..'.. ...... .. . ... .... .... .. ... . ....' ...... 
Static water level: '..'........,..'..,.................' 
Drawdown: ...,',,'....,.......,.'....,....,.......................... 
Yield: . . . ' . . . . . . . . . , ' . . ' , , . , , . , . . . . . . . . . . . . . . . . . . , , . . , . . . . . . . . . . . . . . . . , , . . 


Dept 
(feet 
4 
53 
63 
110 


2 hour 
53 feet 
23 feet 
750 gpm 


S-8244. (E-17) Isidore Salamone, Moriches-Riverhead Road, Eastport. 
Raymond Zamber, February 20, 1950. 


Log: 


Thickness 
(feet) 
3 
63 
10 
3 
20 


Loam ,..",'.."..,'.,.,....'..,.,., "",,'.,.',.,...',..,.'.'....'...,. .,.. 
Coarse sand .',. . " .. .,...,.. .... " '" '.,.. ,.,."..'"....,.,...,....,......'...,.. 
Fine sand ' .... ., . ". ., ".. ., " ...,.,.. .....,. ..,..."....,.,.,.",...,'.....,.,.,... 
Coarse sand and gravel ............ ........ .............................. 
Sand and gravel .....,...'.'.',.'...,...",.",.,'.,.".........,.'..',..,..',.. 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 98 feet. 
Pumping test: 
February 20, 1950. 


Duration: ..,......,....'........,...................,...... 
Static water level: ..................'..............,.. 
Drawdown: ,'.,..,.".,.,..........,....... .....,'."...'" 
Yield: . ,. .,....., ",., '." ,.,.,.... ..,........ ...... ..,. .", '. ". 


rilled by 


Dept 
(feet) 
3 
66 
76 
79 
99 


1 hour 
44 feet 
21 feet 
850 gpm 
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Drilled by 


S-8247. (E-14) Bruno Bobinski, Rocky Point-Yaphank Road, Yaphank. 
Raymond Zamber, February 24, 1950. 
Log: 


Thickness 
(feet) 
'..'..........,..' 3 
'.. '..........,..................' 89 


Loam .. .. .. .. 
Coarse sand and gravel 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 91 feet. 
Pumping test: 
February 24, 1950. 


Duration: ,.........,.. ............ '... '...... ......,.., 
Static water level: ....,....'..,.... 
Dra wdown : .. ,. .. ' .. ..' ............... ................. 
Yield: "" .,....', '.,.., ,. ,..',. '" ... ,., ,.., .,.....", ."",... 


Depth 
(feet) 
3 
92 


2 hours 
40 feet 
26 feet 
900 gpm 


S-8251. (D-9) South Huntington Water District, Melville Road, South Huntington. 
Drilled by C. W. Lauman & Co., Inc., February 8, 1951. 
Log: 


Top soil, loam and clay , ..., '......' " '..,...'..,....,..,..........' 
Dirty sand and gravel ........,.....,.................................. 
Coarse sand and gravel .. ....,...............' ........................... 
Coarse sand, some gravel and layers of clay."...,..,....,..". 
Light brown sandy clay .,...,..,.,..",...".,...."....................... 
Reddish brown fine to coarse sand and lumps of clay 
(at 80 feet layer of hardpan) ............................ 
Brown sandy clay ..' ......................,.... ......... ,..................... 
Pinkish tan sandy clay ..........,...., .. '.... ' ..................,.... 
Black and dark clay and hardpan ......'..'..' '..,............, 
Brown sandy clay , ' .. .. ,....'.. .... '.... ........... '.. .. .. 
Brown clay and hardpan ..,............ ................'................... 
Brown sandy clay '....,....,...... ..............................,............... 
Brown medium coarse clayey sand ..................,......,..'... 
Stratified sand, medium coarse red, brown, yellow....,.. 
Medium coarse brown sand and layers of hardpan and 
soft clay" '. .,.", ,...""""..'",..., '.. ...,..., .,., ,..'.,. 
Solid gray clay '.... ,.. .. .. .. ...... .... .... .... '......, '.............., 
Casing: 20 and 12 inches 
Screen: 53 feet of 12 inch with bottom at 202 feet. 
Pumping test: 
April 1, 1950. 


Thickness 
(feet) 
2 
5 
48 
6 
17 


18 
7 
20 
1 
4 
3 
15 
11 
7 
39 
4 


Duration: ..'",'.... ",.,..,.,..".,.,...,..........,.,....""..,,' 
Static water level: .............'...............,.............. 
Dra wdown : ' , . '. .,. ' ,," , ' '. ", . ,.., ,'. . .....,.. ,.. . ..'.. .. 
Yield: .. ' .. .. , ..' ....,.. .... ..,....'.........,........'...... 


Depth 
(feet) 
2 
7 
55 
61 
78 


96 
103 
123 
124 
128 
131 
146 
157 
164 
203 
20'i 


4 hours 
70 feet 
70 feet 
1000 gpm 


S-8267. (D-15) Brookhaven Fire District, Yaphank Avenue, Brookhaven. Drilled by 
Karlson & Reed, Inc., April 13, 1950. 
Log: 


Coarse sand ......, .... ........ '..'......., ..,.........., ..,...............'.. 
Mostly large gravel, stones . ..........,........'..' .. .., , .........,... 
Coarse sand ' ................ ' .. .. .. .. .. ' .. .. , .. 


(Continued on next page) 


Thickness 
(feet) 
15 
22 
6 


Depth 
(feet) 
15 
37 
43 



S-8267. (Continued) 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 41 feet. 
Pumping test: 
April 13, 1950. Duration:,..,................ 
Static water level: '......,...............,... 
Drawdown: "'..,,,...,.......'..,..,.'.. ..", "",'.'"" 
Yield: .......,....,.,,'............,....'.......,.,..,....,",.,'.',. 


S-8270. (E-10) 
July 12, 1950. 
Log: 


Jurgens Brothers, Route 25, Commack. Drilled by 


Thickness 
(feet) 
70 
10 
51 
2 


Very coarse sand and gravel .... ,., ..... ... ' 
Hard formation had to be drilled ., .. ..,....' , .. '....... ' 
Coarse sand and gravel, brown, not very lively......,.,... 
Very fine dirty sand with some clay ......... '............. .... .. 
About 90 % gravel 1I2-inch diameter big stones in this 
area .. .. . ". .. .. .... '" ................ 6 
Very fine powdery sand, packs very tight below 139 feet. 
Casing: 12 inches 
Screen: 25 feet of 12 inch with bottom at 137 feet. 
Pumping test: 
July 6, 1950. 


91 


Timmann, 


139 


Duration:. '.. .... ..,....,..'..'.................................'.. 5112 ho rs 
Static water level: ,'............,.. ........'.....'.'....'.' 99 fee 
Drawdown: ..."..""'.',.,.,...",.....,,'..',,'.,..,.,, 22 fee 
Yield: .................'................................................ 700 gp 


S-8272, (D-13) Brookhaven Rialto Corporation (Rialto Theatre), S uth Ocean 
Avenue, Patchogue. Drilled by Duffield Construction Co., July 25, 1950. 
Log: Thickness 
(feet) 
Sand and gravel ......".. .. .. .., . , '............................. 20 
Coarse sand .. .............. , .................,..........,........... 20 
Coarse brown sand ........ .. .. ' .. .. .., ....... '....,..'...............,..... 11 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 51 feet. 
Static water level: ,.. , ....'..,.,....'.... 
Yield: .....'...."".,.'......"'.',.,..,..'"......,."..',,. 


S-8274. (E-11) Prudential South Shore Theatres (Smithtown Theatre), ain Street, 
Smithtown. Drilled by Duffield Construction Co., March 30, 1950. 
Log: Thickness 
(feet) 
Top soil """".", ",........,.,..................................................... 2 
Coarse sand and gravel ...............,........'........................... 14 
Very coarse gravel and large stones '............................... 39 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 55 feet. 
Static water level: ............................................ 28 fee 
Yield: ..., .. ' .. .. .. .. .. .. . .. . .. .. . .. .. .. .. .. .. .. .. .. , .. .. .. . .. .. .. ... 160 gp 
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S-8297. (E-I0) Andrew Kollmer, Elwood Avenue, East Northport. Drilled by C. W. 
Lauman & Co., Inc., May 8, 1951. Log begins 3 feet below surface. 
Log: Thickness 
(feet) 
104 
27 
8 
4 
27 
9 
10 
8 
6 
4 
11 
7 
10 
6 
2 
4 
3 


Coarse brown sand and gravel '..................'.. 
Fine brown sand and lumps of clay ........'............,.......... 
Fine brown sand ' " ,. ,. , . .. '...., . ",.. .. .. "..,..,........................... 
Solid light brown clay 
Solid black clay , ..,.... .... , .... ..,..............'........' 
Fine brown sandy clay, no life ..'..'............'..'.................. 
Very fine brown sand .., , , '..... ' .. ....'....,..'.. .. '.... . '.. 
Medium fine brown sand, very active ..........'......'....'..,.. 
Fine gray sandy clay, not active '........,.. ..'.. 
Medi urn coarse sand, very active .. .............. ' ......,.. 
Medium dark fine sand, small amount of clay and mica 
Light fine sand, few pieces hardpan and clay..,..,..,......, 
Medium dark brown fine sand, some clay and mica 
Fine light brown sand and mica, '............ ..............'..... 
Medi um fine dark brown sand, mica '.......'...................'... 
Fine light brown sand and mica ......,................................, 
Fine light brown sand, some clay and mica .................... 
Casing: 8 inches 
Screen: 41 feet of 8 inch with bottom at 249 feet. 
Pumping test: 
May 8, 1951. Duration:.... ............'.. ,...................,..,.. ,.... .. 
Sta tic water level: ........' ........ ............ .. ..... 
Yield: '.,...." ,...... ".' ,.,., ,. ,..,.....,.............,...', 


Depth 
(feet) 
107 
134 
142 
146 
173 
182 
192 
200 
206 
211 
221 
228 
238 
244 
246 
250 
253 


3 hours 
153 feet 
266 gpm 


S-8298. (C-10) Babylon Theatre Corporation (Babylon Theatre), Merrick Road, 
Babylon. Drilled by Henry Mathies, March 18, 1950. 
Log: 


Fill ,'...,.,.....".", "., .,'.' ,,'.,..',..,......,.. ",............................ 
Medium brown sand and gravel........................................ 
Coarse brown sand and gravel grits ,.....,..'...................... 
Casing: 6 inches. 
Screen: 13 feet of 6 inch with bottom at 43 feet. 
Pumping test: 
March 18, 1950. 


Thickness 
(feet) 
3 
8 
32 


Depth 
(feet) 
3 
11 
43 


Duration: .....,....,'....................................,....,.. 2 hours 
Static water level: ........................................ 9 feet 
Drawdown: ........................................,.,......... 13 feet 
Yield: .........,.........................................,.,.",..".. 260 gpm 


S-8299. (E-10) Jurgens Brothers, Town Line Road, Commack. Drilled by Long Island 
Water Supply Co., September 1, 1950. 
Log: 


Loam ..,..,..'.,."..,....,........,.,.....,...........,................................. 
Coarse sand and gravel .....'......,.,'....,............,...,.............. 
Sandy clay . ,. ,....' '. .....,"...,....,..."......................,..........,...... 
B lack clay ..,.... .. , .. .. . .. , .. .., .....................................'........ 


(Continued on next page) 


Thickness 
(feet) 
3 
112 
43 
12 


Depth 
(feet) 
3 
115 
158 
170 
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S-8299. (Continued) 
Red clay " .. , . .. ..' '.. ..,..,.......................,.....,.................., .. 8 178 
Fine sand and gravel ......................................................., 18 196 
Red clay ..." ",...",.........,..",.,........""..,.,.,...,.."......,..,.,......... 4 200 
Clay formation """.........."..........,................"......,..,..."...... 20 220 
Fine sand .,.,.....,.,.,..,..,.,.,.,..,..,....".....,....,..."..................,... 10 230 
Sandy clay,..., ,... ,.".,........ " ,... .......... .,. ...,. ,...., ....' ,.. '..' '. ...,.' ". 40 270 
Fine sand '.................. .............'.................... ..... ........ 10 280 
Blue clay ....,.. .... ..,............... ......,.. ..,... , ..,... '................. 20 300 
Clay and fine sand ....' .. '....,.........,............ ...'........,......... 137 437 
Whi te sand, mixture of clay ..............,............................. 17 454 
Whi te clay .. .. ..' .............................................................. 11 465 
Casing: 12 inches 
Screen: 30 feet of 12 inch with bottom at 465 feet. 
Pumping test: 
June 10, 1950. Duration: ............................................................ 4 ho rs 
Static water level: ............,..,.... ..,.................... 115 fee 
Drawdown: ....'.,.,.... .......,......."..""...,..........,.... 135 fee 
Yield: ..........,...... ..............................,..'............ 600 gp 


S-8308. (F-16) Nienstedt Brothers, Route 25A, Wading River. 
mann, May 13, 1950. Log shows 119 feet of clean fine sand. 
Casing: 12 inches. 
Screen: 25 feet of 12 inch with bottom at 116 feet. 
Pumping test: 
May 13, 1950. Duration: ............................................................ 
Static water level: ...................'....'..'............... 
Yield: ,,'.. ,.., ,.' ." ,'... ,.... ,...,... '..... ...". '.' "......, ,..' ...,... 


John Tim- 


S-8309. (E-17) Mike Kijowski, Riverhead-Moriches Road, East Moriche . Drilled by 
John Timmann, June 7, 1950. 


Thickness 
(feet) 
Clean coarse sand and gravel ... ........................................ 100 
Clean white medium sand ................................................ 76 
Casing: 8 inches 
Screen: 32 feet of 8 inch with bottom at 176 feet. 
Pumping test: 
June 5, 1950. 


Log: 


Duration: ...................................,.. .., ......'............. 4 ho rs 
Static water level: ................... .....................,...... 99 fe t 
Yield: . .. . .. .. , .. .. .. .. . .. .. .. .. .. .. .. .. .. .., ..........'..... 750 gp 


S-8320. (F-16) Benjamin Karlin, Oakleigh Avenue, Baiting Hollow. Dri led by Ray- 
mond Zamber, May 3, 1950. Log shows 124 feet of sand and gravel. 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 124 feet. 
Pumping test: 
May 3, 1950. Duration:................................................................ 
Static water level: ................................................ 
Drawdown: .'.',..., "" ,..".....' ,...".,...','...,........",....... 
Yield: .,.,....,..,.',.",. ....,..'....,.""..,.,.,..."...., ......,....,.. 
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S-8321. (C-10) Suffolk County Water Authority, Fifth Avenue, Bay Shore. Drilled by 
Joseph J. Kreiger, June 16, 1950. Log shows 57 feet of sand and gravel. 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 51 feet. 
Pumping test: 
June 16, 1950. 


Duration: .,., ,....", ,'.,.. ,.... ..,.. ,.', '.., '" ,'.... ".". 
Static water level: ...... ........................ 
Drawdown: ...... ..........., ......' ................... 
Yield: ,..'...".,.......,'.'..'"....... ""..'....,...'..."..",'...... 


2 hours 
12 feet 
9 feet 
350 gpm 


S-8327. (D-12) Union Free School District # 11, Johnson Avenue, Ronkonkoma. 
Drilled by Duffield Construction Co., August 1, 1951. 
Log: 


Thickness 
(feet) 
3 
73 


Top soil '" '... .... '. ".", " .,'... ..,... " ...,.., ...".. ... '" ........ .....,. ,....... 
Sand and gravel . .. .. .. .. .. .. . . .. . . . " ......................................'.. 
Casing: 8 inches 
Screen: 10 feet of 8 inch with bottom at 76 feet. 
Yield: 50 gpm. 


Depth 
(feet) 
3 
76 


S-8336. (F-18) Andrew F. Lapinski, Penny Road, Riverhead. 
Kreiger, May 6, 1950. 
Log: 


Thickness 
(feet) 
. .. . .. , .. .. .. .. .. . .. .. . .. . . .. .. . . . , , . .. . . .. .. . . .. . 3 
..,......,.,......'..... 119 


Loam and top soil ....'..,..... 
Sand and gravel 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 120 feet. 
Pumping test: 
May 3, 1950. Duration: ....'.......... ....................'.................. ....... 
Static water level: ,...' '... " ... ". .... ,. ..., '... ...,., ,." '.."" 
Yield: , .. .. .. . '.. .. ... ' ....,. .. .. ...... .... .. .. .... ...... .. .. ., ,..,..'..' 


Drilled by Joseph 


Depth 
(feet) 
3 
122 


2 hours 
70 feet 
108 gpm 


S-8347. (H-21) 
May 10, 1950. 
Log: 


Floyd F. King, Route 25, East Marion. Drilled by Raymond Zamber, 


Thickness 
(feet) 
2 
30 
6 
53 


Loam . .. ............ '.. ...... 
Sand and gravel ............................. ......, ...... '............. 
Clay, .,."",...', ""',.......'..,.......,..,.,,'..,..,......,......................... 
Sand and gravel..,.......... ....,.... ,... 
Casing: 10 inches 
Screen: 15 feet of 10 inch with bottom at 90 feet. 
Pumping test: 
May 10, 1950. 


Duration: . '" '" .,. .., ................ ............................... 
S ta tic water level: .. .... .. '....................,............ 
Dra wdown : .., .... '" "................. , ,........ ............ ....... 
Yield: ,.,..............".....,..,...."..",.,.,.................. ... .... 


Depth 
(feet) 
2 
32 
38 
91 


2 hours 
36 feet 
30 feet 
800 gpm 
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8-8374. (G-26) Earl French, Old Montauk Highway, Montauk. Drilled by Erwin B. 
Schellinger, April 23, 1950. 
Log: 


Thickness 
(feet) 
15 
63 
19 


Loam """,'."'.',.,.,.,.,.',, """,.",.'"",. ,...,..,..,...,............".. 
Clay , .. .. .. .. . .. .. .. ' .. .. .. .. .. .. .. ' .. .. .. .. .. . .. .. . .. .. , .... .. 
Sand and gravel ,......'.... .....................'................... 
Casing: 6 inches 
Screen: 8 feet of 6 inch with bottom at 92 feet. 
Yield: ,'. ..', .., ,.,., ,.,..,..... ,.. '" ,...... ....".. '... '. '.', "..,.' 


Dept 
(feet 
15 
78 
97 


'.. 18 gpm 


S-8376. (G-19) Alex Zanieski, North Road, Mattituck. Drilled by Long Isl nd Water 
Supply Co., June 17, 1950. Log shows 110 feet of sand and gravel. 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 110 feet. 
Pumping test: 
May 20, 1950. Static water level: ,....,.......................................... 60 feet 
Dra wdown : . .. . .,. .. ... '" ,....... ,. . .....".. ...... .. .... ,. ., , ,..., . 20 feet 
Yield: .,...............,...........",........,.,...,......,,..,..."',' , 550 gpm 


(F-18) 


R. J. Goodale, Route 25, Aquebogue. 


Drilled by John Timmann, 


S-8388. 
July 1, 1950. 
Log: 


Thickness 
(feet) 
57 
6 
19 
2 
2 


Coarse sand and gravel .......... ..........'.............................. 
Clean white sand .....................................,.......................... 
Fine sand .,... .... ........ .,.... ....., .., , . '" ...... .. ..'.. ............. ........ ..... 
Clay ,..,.....,........,........."...........'..,'..",'.,.',.,.,..,...................... 
Medium coarse clean white sharp sand, few pebbles........ 
Clay at 86 feet. 
Casing: 12 inches 
Screen: 30 feet of 12 inch with bottom at 85 feet. 
Pumping test: 
June 28, 1950. Duration: '.... ...................................................'.. 
Yield: .,.,.,.. . . . , . , . . . ' , ., .."............., ..",..,.",.'"...,'," 


Dept 
(feet 
57 
63 
82 
84 
86 


4 hour 
800 gpm 


S-8391. (F-18) Charles Hallock, 83 Sound Avenue, Riverhead. Drilled by Raymond 
Zamber, May 20, 1950. 
Log: 


Loam '.',..,.'.". "'...""....,'..,'.,..,,, "",.,..". .,......",'.,....,..'.,.,.. 
Sand and gravel, ,.., ...'" " " .,... .....", ,.. .....,.. .,.. ,... ,... .,.... " ....... 
Sand "",...,.......'..,'....,'...., """".....,,'.,...........,........,..... 
Sand and gravel ...,....",'.'...,...',.......,.,..,.,.....,.,.....,..'........... 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 118 feet. 
Pumping test: 
June 8, 1950. 


Thickness 
(feet) 
3 
26 
38 
52 


Dept 
(feet 
3 
29 
67 
119 


Duration: ............,...........................................,...... 2 hour 
S ta tic water level: ....'......'.................................... 79 feet 
Drawdown: .......................................................'... 19 feet 
Yield: . .' ..,... ., . ,'... .,..... . '. ., ",... .. ..,..... .........,........ ".. '.. 450 gpm 
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S-8406. (F-18) 
ber, June 12, 1950. 
Log: 


Harold Hallock, Sound Avenue, Riverhead. Drilled by Raymond Zam- 


Loam """',.,....'.,..,,'. ..".,.,.....,.,.,...,.,'.........,..."......... 
Sand and gravel ,.".........,..............,..................................... 
Casing: 10 inches. 
Screen: 20 feet of 10 inch with bottom at 121 feet. 
Pumping test: 
June 12, 1950. 


Thickness 
(feet) 
4 
118 


Depth 
(feet) 
4 
122 


Duration: ........................................... ................... 1 hour 
Static water level: ................................................ 67 feet 
Drawdown: .......................................................... 24 feet 
Yield: .................................................................... 850 gpm 


S-8421' (F -18) 
ber, May 19, 1950. 
Log: 


John Sydlowski, North Road, Riverhead. Drilled by Raymond Zam- 


Loam ,.......,..,.............................................................. 
Sand and gravel .................................................................. 
Casing: 10 inches. 
Screen: 2 feet of 10 inch with bottom at 109 feet. 
Pumping test: 
May 19, 1950. 


Thickness 
(feet) 
3 
107 


Depth 
(feet) 
3 
110 


Dura tion: . ... . .... ,'...... ".. ............,... ., ....... . '. ...'.. '. ,.... 2 hours 
Static water level: .. ............. ................................. 62 feet 
Dra wdown : ........................................... ............... 24 feet 
Yield: .................................................................... 700 gpm 


S-8439. (F-13) Suffolk County Water Authority, West Broadway, Port Jefferson. 
Drilled by Duffield Construction Co., June 8, 1950. 


Log: 


Thickness 
(feet) 
5 
16 
3 
2 
4 
2 
18 
3 
5 
32 


Fill.,.. ..,."" , ..,.,.' ,....,',.....,..................,.........,......,.......... ... 
Gravel, gray white ",.. ........ .... ..',........ ........................ ...,... 
G ravel " "",. '" " ' " ... ... ,.. ,. ...... .. .... " '. . . .,........ .......,........., ........ . 
Blue clay "',..,.,",...,.........,..............................,......"............. 
Gray sand and gravel.............,.......,....................... .......... 
BI ue gray clay "",.."..,....".............................................,...... 
Large rock and gravel ",...............,........."......,...,............... 
Gravel and small stones, ...............,.................................... 
Large stone and rocks ..,..,..........,....................................... 
Large rock and gravel .,.,.,.................................................. 
Casing: 12 inches. 
Screen: 24 feet of 12 inch with bottom at 90 feet. 
Pumping test: 
June 8, 1950. Duration:.,.., ,. ,...."............. ............. ........................ 
Static water level: .................................................. 
Yield: . '.',."....,.. ,. ...... ,. ........ ........'..... .... ,......,.....,..... 


Note: Water level varies with tide. 


Depth 
(feet) 
5 
21 
24 
26 
30 
32 
50 
53 
58 
90 


8 days 
3 feet 
500 gpm 
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S-8448. (E-I0) John Johnson, Burr Road, Commack. Drilled by Long Isl nd Water 
Supply Co., September 7, 1950. 
Log: 


Loam """"".,..,. . ",.,',..........,.,.........,.'...'"......,"",...,. 
Coarse sand and gravel ....................................'..'.............. 
Clay mixed with sand ..,................,....,................,............. 
Clay "",'.' """""",.,....,.."".............'.,.,..,.......,.,..,.,.,....,...,." 
Sand and clay mixture '.,.....,.,'..,."".,.,.,.,....',.,........,........", 
Red clay , ".""",.",'.".."..'.'".", ...""."..",.......,......'..,'.......'" 
Sand ,'., """",.",."".".,.'."."""..,....",.,..."...."",..".,.,.,...."., 
Fine sand",.", ".""" "." ,.. "..'" '....' ,..,..." ,,' '....... '.' ". ,... ........ ... 
Blue clay . ".' ",." '. '" .....,. ....."......,.. ,..... .... ,.,... . ,..., ...... ,..,..',., 
Fine sand . ,. . , "., , .. , , ,.. "..,... " .....' , ..... " .... ,. ,..... .. ., "...... .,.....' " . 
Fine sand and clay............ .........'...........' ..... ...............,....... 
Clay "'..,."",,,'..........................,......,.,..,,.,.....'.............,......... 
Whi te clay ,.,.". ' , ,... " , ... ., " ,. '... ", '" ., ,.., " ., '" . , " ,., " ,.,. " ... ,.' '. , 
Fine sand and clay ........,...............'..,............ ....'..,......,...... 
Fine sand, ,. " " ."""".."...,.','...".",..,..,'..,...,.."...,.,."..',..'..,. 


Thickness 
(feet) 
5 
89 
51 
34 
21 
20 
32 
28 
50 
33 
37 
40 
30 
20 
30 


Dept 
(feet) 
5 
94 
145 
179 
200 
220 
252 
280 
330 
363 
400 
440 
470 
490 
520 


Casing: 12 inches. 
Screen: 20 feet of 12 inch with bottom at 520 feet. 
Pumping test: 
August 9, 1950. Duration:..............................,......................,...... 8 hour 
Sta tic water level: .......... ................................. 137 feet 
Drawdown: . ",......""...,..,."..'..,...,.....,.........",..,. 100 feet 
Yield: ....,......,......................,.......................,.....,. 750 gpm 


S-8452. (F-19) John Koroleski, Bergan Avenue, Mattituck. Drilled by L ng Island 
Water Supply Co., June 22, 1950. Log shows 115 feet of sand and gravel. 
Casing: 12 inches. 
Screen: 20 feet of 12 inch with bottom at 115 feet. 
Pumping test: 
June 15, 1950. Duration:....,.............,........................................... 8 hour 
Static water level: ..'........................................... 55 feet 
Drawdown: .........',..........................,...........",...... 25 feet 
Yield: . .......... .............. ... ......... .............. ......,. . ,..., ,.. 800 gpm 


S-8470. (C-10) Basay Realty Corporation (Regent Theatre), Main Street, ay Shore. 
Drilled by Henry Mathies, June 21, 1950. 
Log: 


Loam ."."".,...............,.......................................................... 
Coarse sand , " . . ...'.',. .... .................,.....,......., .' ...... ... . ........... 
Coarse sand and gravel ........'.............,............................... 
Fine sand ",'..,..",.,..."......,...,.....,.....,'.....,.,..,..,..,...'.............. 
Casing: 6 inches. 
Screen: 10 feet of 6 inch with bottom at 45 feet. 
Pumping test: 
June 21, 1950. 


Thickness 
(feet) 
3 
2 
30 
10 


Dept 
(feet 
3 
5 
35 
45 


Duration: ...........,..................,.... ........................... 2 hour 
Static water level: ................ ......... ........ ,............ 5 feet 
Dra wdown: ........... .................., . .......... ............ ..... 4 feet 
Yield: .....,..,.......,..,.....,......,................................,.. 160 gpm 
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S J 1 8472. (F-15) Doroski Brothers, Cooper Street, Shoreham. 
Zamber, June 17, 1950. 
Log: 


Thickness 
( feet) 
4 
108 


Loam ..,.."..".."."".,.......".....",......,.,......,'..,.',...... ,......,....... 
Sand and gravel ...................,.............................................. 
Casing: 12 inches. 
Screen: 20 feet of 12 inch with bottom at 111 feet. 
Pumping test: 
June 17, 1950. 


Drilled by Raymond 


Depth 
(feet) 
4 
112 


Duration: . " . , , ,., , , ' ,.,.. " ,..,.' ,.,..' ....., " ... '" .........,.,.' '. , 2 hours 
Static water level: ................................................ 79 feet 
Dra wdown : .,'.......,............................................... 18 feet 
Yield: ... " '.. . ...',. .....',....... .. ......... .......,....,... ....". .. ... 700 gpm 


S-8473. (G-19) 
ber, June 27, 1950. 
Log: 


Edward Zuhoski, Depot Lane, Cutchogue. Drilled by Raymond Zam- 


Thickness 
(feet) 
3 
84 


Loam "",.,....,.,'..""......,.,....."'.....,.......,,.............................. 
Sand and gravel ',.,..,.,'.............."......,.......,......................... 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 86 feet. 
Pumping test: 
June 27, 1950. 


Depth 
(feet) 
3 
87 


Duration: .............................................................. 1 hour 
Static water level: ................................................ 43 feet 
Drawdown: ....... ...................... ............. ................ 21 feet 
Yield: ................... .......... .............................,........, 650 gpm 


S-8477. (F-12) A. Rawson, Strongs Neck. Drilled by William J. Howey, September, 
1950. Log shows 79 feet of sand and gravel. 
Casing: 6 inches. 
Screen: 13 feet of 6 inch with bottom at 79 feet. 
Static water level: ............................................ 30 feet 
Yield: .................................................................. 100 gpm 


( G-20 ) 


S-8508. 
31, 1950. 
Log: 


Antone Pawluczyk, Bridge Lane. Drilled by Raymond Zamber, May 


Thickness 
(feet) 
3 
73 
44 


Loam "",.,.,."...' ",.... '...,."",.....,.,....".,...."...................,...... 
Sand and gravel ""'.,..,......,.......,'.'.....,..............................,. 
Fine sand and gravel '.....,..............'......,............................. 
Casing: 10 inches. 
Screen: 15 feet of 10 inch with bottom at 119 feet. 


Depth 
(feet) 
3 
76 
120 


Pumping test: 
May 31, 1950. Dura tion: ...........................,.................................... 2 hours 
Static water level: ......................................,......'.. 55 feet 
Dra wdown: ,.,........,..........................................,..... 28 feet 
Yield: ."......,............................................................ 750 gpm 




 


I 


I 

9 


S-8535. (G-29) George Stelzer, North Road, Peconic. Drilled by Long Island Water 
Supply Co., August 17, 1950. Log shows 115 feet of sand and gravel. 
Casing: 12 inches. 
Screen: 20 feet of 12 inch with bottom at 115 feet. 
Pumping test: 
June 12, 1950. Duration:...., .......'.............'........................., 4 hours 
S ta tic water level: .... .. .. .. .. .. .. .. .. .. .. . .. . .. .. .. .. .. .. .. .. .. 55 feet 
Dra wdown: .....,... ,....... ..............., ... ............,., ,...... 25 feet 
Yield: .,.,.....,.,....,...."..............,.,..........,......',,'....,., 800 gpm 


S-8549. (C-15) 
Co., July 12, 1950. 
Log: 


Walter Shirley, Fire Island Beach. Drilled by Duffield Construction 


Sand and gravel...... ....,..'.. ......'..., .......,........ .................. 
Large stone , .. .... . ..,......'...................,... 
Whi te sand and gravel ....' .. '.. ..' ................'.............. 
Brown sand and gravel .........., .... ..'........... ............... .. ... 
Fine brown sand "....................... ....'..................'........ ...... 
Gray sandy clay .'.".""...,."""". ...,."",.'",,'....,......',..,. ..".. 
Solid gray clay .. ...............,..... ..,..'..................................... 
Solid green clay ,......""'....'".....,'..,.."'......,,,,..,...,.,...,......... 
Black clay ........ ......................... ...,..................... ............... 
Solid gray clay """".,."."...."""..','...,...',.,.",..,.,..,."",......,. 
Blue clay ."."".......,.....,........,.....'........"........,.,....,.,..,..,'."... 
G ray clay, silty ,
.................................. ............................... 
G ray sandy clay.,.".....".",.,..,."..,...,............".........,....,....... 
Fine gray sand ":",...,.,.,.,.",.,..",......",.,..,.,.............,,...,...... 
Iron pyrites and gray sand ..... ....,....,..,............................. 
Sharp gray sand and some particles of wood ,'..""""".." 
Casing: 6 and 4 inches. 
Screen: 10 feet of 4 inch with bottom at 388 feet. 
Yield: 12 gpm. 


Thickness 
(feet) 
40 
10 
50 
10 
30 
40 
40 
7 
13 
20 
20 
30 
30 
20 
10 
18 


Depth 
(feet) 
40 
50 
100 
110 
140 
180 
220 
227 
240 
260 
280 
310 
340 
360 
370 
388 


S-8602. (F-16) John Filamanski, Hulse Landing Road, Calverton. Drilled by Long 
Island Water Supply Co., September 18, 1950. Log shows 150 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 150 feet. 
Pumping test: 
June 30, 1950. Duration: ........,..' ....'..' ......................... .........'....... 4 hours 
Static water level: ........................................ ....... 92 feet 
Dra wdown : ." '. '. .' ",. '..' "...'. , "., ,... .,..' . .. " " ." .",..,.. 15 feet 
Yield: ' .........' ,.,... ,. ...... ..,......... .....,.. " ...... ,., , ",.,,'.... 400 gpm 


S-8608. (H-21) 
August 9, 1950. 
Log: 


John Drossos, Route 25, Greenport. 


Drilled by Joseph J. Kreiger, 


Thickness 
(feet) 
Sand and gravel ............................................................ 6 
Clay and gravel .......... ......,.., ..'.........................,.........,..... 2 


(Continued on next page) 


Depth 
(feet) 
6 
8 



. I 


100 
i 


S-8608. (Continued) 
Clay ....,........,.................. ............. '....' ......... .............. ......... 51 59 
Dirty muddy sand .., .........,.,.....'..........'.....,...... . .. '............ 26 85 
Clean coarse sand, ..,......,.....................,................,............ 10 95 
Gray sandy clay and mica .................................................. 13 108 
Casing: 4 inches. 


Note: Salt water was obtained from the start and continued all the way - well 
abandoned. 


S-8626. (D-11) Prudential Eastern Long Island Theatres, Inc., (Central IsIip Thea- 
tre), Carleton Avenue, Central Islip. Drilled by Henry Mathies, July 17, 1950. Log be- 
gins 6 feet below land surface and shows 81 feet of coarse brown sand, grits and gravel. 
Casing: 6 inches. 
Screen: 10 feet of 6 inch with bottom at 80 feet. 
Pumping test: 
July 17, 1950. 


Duration: ..."............................................ ,."..........' 
Static water level: .... ......... ...... ............ .......,......... 
Dra wdown: . ... ,.... ........ '.. ....... ........ ... ..,.. .,..,....' .. ,. .,. 
Yield: ..,.......,... ........ ............,................. ".......... 


2 hours 
37 feet 
9 feet 
150 gpm 


S-8665. 
12, 1950. 


(F-19) Joseph Celic, Route 25, Laurel. Drilled by Raymond Zamber, July 


Log: Thickness 
(feet) 
Loam "".,'......."..,..,.'"..".,.,.",..........................................,.. 4 
Sand and gravel .................................................................. 41 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 44 feet. 
Pumping test: 
July 12, 1950. Duration:,.,............ ...... .................................... ....... 1 hour 
Static water level: ................................................ 10 feet 
Dra wdown: .'.......,......,..........................."....,.,..,.... 11 feet 
Yield: .. .. .. . . .. . .. . .. . .. .... .....................................,........ 400 gpm 


Depth 
(feet) 
4 
45 


8-8666. (F-16) John Pelis, Route 25, Calverton. Drilled by Raymond Zamber, July 
20, 1950. Log begins 10 feet below land surface and shows 50 feet of sand and gravel. 
Casing: 12 inches. 
Screen: 20 feet of 12 inch with bottom at 59 feet. 
Pumping test: 
July 20, 1950. Duration ,................................................................, 2 hours 
Static water level: ................................ 20 feet below grade 
Dra wdown: ..... .... .. ...... ................ ... ..... .., .....,... ....... 26 feet 
Yield: .............................................................,......, 900 gpm 
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Steve Doroski, Depot Lane, Cutchogue. Drilled by Raymond Zamber, 


, , 


S-8667. (G-20) 
July 12, 1950. 
Log: 


Thickness 
(feet) 
Loam ".,.""."."""."",..,.,....,.".......................,."..,...,',.."..... 3 
Sand and gravel .................................................................. 59 


Depth 
(feet) 
3 
62 


Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 61 feet. 
Pumping test: 
July 12,1950. Duration: ................................................................ 1 hour 
Static water level: ................................................ 20 feet 
Drawdown: .,......,................................................... 8 feet 
Yield: ..................................,.,.....,......,...............,.... 300 gpm 


Walter Linnen, Youngs A venue, Calverton. Drilled by Raymond Zam- 


S-8668. (F-17) 
ber, July 25, 1950. 
Log: 


Thickness 
(feet) 
Loam ....""...."".,................,......,.......................................... 2 
Sand and gravel "................,..............................,................ 108 


Depth 
(feet) 
2 
110 


Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 109 feet. 
Pumping test: 
July 25,1950. Duration: ................................................................ 1 hour 
Static water level: ................................................ 63 feet 
Drawdown: ...........,................................... ............. 22 feet 
Yield: . ........ "....., .. ,..."........ .. ..,..............'...,.. .. ...... ... 600 gpm 


8-8724. (F-16) Jay Hulse, Hulse Landing Road, Wading River. 
Timmann, September 23, 1950. 
Log: 


Thickness 
(feet) 
75 
36 
11 
9 
9 
20 
4 
8 


Hea vy gravel ,..,'....,.........,..... .............................................. 
Dirty fine sand .",....,.,....,.,.,.....,..........,.,............................. 
Medi um fine sand, some gravel ,......................'......'........... 
Fine sand """,."......".,...."...,..".,.....,..",.......,.......,......."...... 
Coarser grained sand ..,...,.....................,........................... 
Medi um fine sand (getting coarser) ................................ 
Coarse sand, small gravel ..........,....................................... 
Medium fine sand, some gravel............................ ........... 
Soft brown clay below 162 feet. 


Drilled by John 


Depth 
(feet) 
75 
101 
112 
121 
130 
150 
154 
162 


Casing: 10 inches. 
Screen: 30 feet of 10 inch with bottom at 160 feet. 
Pumping test: 
September 23, 1950. Duration:.................................................... 5 hours 
Yield: ..,.......,.......................................,....... 950 gpm 


,/
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S-8729. (E-13) Buttercup Dairy (Wm. Kroll), Oldtown Road, Terryville. Drilled by 
Duffield Construction Co., August 11, 1951. Log shows 122 feet of sand and gravel. 
Casing: 8 inches. 
Screen: 10 feet of 8 inch with bottom at 122 feet. 
Sta tic water level: ............... ............................ 90 feet 
Yield: ..............,..............................,. ..."...,.....'",. 50 gpm 


S-8738. (F -23) Bridgehampton Fire District, Beach Lane, Wainscott. 
Joseph J. Kreiger, August 7, 1950. 
Log: 


Thickness 
(feet) 
4 
42 


Top soil and gravel ... .................. ...... ....... ................ 
Sand and gravel ...,',...,........................,................,.............. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 44 feet. 
Pumping test: 
August 7, 1950. 


Drilled by 


Depth 
(feet) 
4 
46 


Duration: ..,..................................................,...... 2 hours 
Static water level: ............................................ 17 feet 
Dra wdown: ..................................................... .. . 7 feet 
Yield: ....................... .... ......... ........ ............. ..,.... 300 gpm 


S-8801. (F-17) Charles Zeh, Twomey Avenue, Calverton. Drilled by Raymond Zam- 
ber, September 13, 1950. 
Log: 


Thickness 
(feet) 
4 
106 


Loam "., """"'.'",,.,,'.., """.,.,.,...... .,..",......"..'....,......... 
Sand and gravel ..,..'..,.., '.................................................... 
Casing: 8 inches. 
Screen: 20 feet of 8 inch with bottom at 109 feet. 
Pumping test: 
September 13, 1950. 


Depth 
(feet) 
4 
110 


Duration: ".."......,...............,.."...""....".",.. 2 hours 
Static water level: ..'................................, 58 feet 
Dra wdown: ................................................ 22 feet 
Yield: ................. .........................,........,...... 700 gpm 


S-8895. (F-16) Sound Shore Club Corporation, North Wading River Road, Wading 
River. Drilled by C. W. Lauman & Co., Inc., October 18, 1950. Log begins 6 feet below 
land surface. 


Log: Thickness 
(feet) 
Coarse brown sand and gravel .......................................... 39 
Brown clay ',.,',.,',.,."...",.,.,.""..",............."....,......"......,..,. 25 
Coarse light brown sand and grits............................,....... 21 
(Continued on next page) 


Depth 
(feet) 
45 
70 
91 
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S-8895. (Continued) 
Coarse light brown sand and gravel ,............................... 14 105 
Light brown sand and grits ..'......,...................................... 19 124 
Coarse brown sand, grits and gravel................................ 15 139 
Coarse brown sand and grits ............................................ 10 149 
Coarse brown sand and gravel ........,.......,......................... 9 158 
Casing: 6 inches. 
Screen: 6 feet of 6 inch with bottom at 155 feet. 
Static water level: ............................. ......,....... 125 feet 
Yield: . '.................,... .............,.,.,..........,.,...."...". 9 gpm 


S-8904. (E-17) Antone Wivchar, South River Road, Calverton. Drilled by Raymond 
Zamber, October 18, 1950. 
Log: 


Thickness 
(feet) 
Sand and gravel ,.............................................,................... 20 
Sand ".,.,......,.,................,............,..............,.,........................ 10 
Sand and gravel .................................................................. 45 
Sand and clay ...................................................................... 20 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 94 feet. 
Pumping test: 
October 18, 1950. 


Depth 
(feet) 
20 
30 
75 
95 


Duration: ......,................................................. 1 hour 
Static water level: .....................................'.... 26 feet 
Drawdown: "..".,..,."......"..........,...,.,..".,""'" 19 feet 
Yield: ...",.,......"..,..,......,..,................"..,"',..,.. 300 gpm 


S-8915. (C-13) Parmentier Roses, Grady Street, Bayport. Drilled by C. W. Lauman 
& Co., Inc., October 25, 1950. Log shows 50 feet of coarse brown sand and little gravel. 
Casing: 8 inches. 
Screen: 16 feet of 8 inch with bottom at 50 feet. 
Pumping test: 
October 25, 1950. Duration: ................... ..............................'...... 1 day 
Static water level: .......................................... 7 feet 
Yield: ...........................,.................................., 315 gpm 


S-8960. (C-9) Beth Moses Cemetery Corporation, Carmel Road, Pinelawn. Drilled 
by C. W. Lauman & Co., Inc., February 15, 1951. Log begins 5 feet below land surface and 
shows 65 feet of coarse brown sand and heavy gravel. 
Casing: 8 inches. 
Screen: 11 feet of 8 inch with bottom at 65 feet. 
Pumping test: 
January 9,1951. Duration: ,........,................................................ 2 hours 
Static water level: ........,................................. 25 feet 
Drawdown: ...'............ ..................................... 10 feet 
Yield: "......".......,.,............................,.....,....,.... 200 gpm 
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S-8968. (F-15) Peerless Photo, Inc., Tesla Road, Shoreham. 
Construction Co., December 9, 1950. 
Log: 


Top soil and loam............... ..... ......, ,........................ ...... ..... 
Large stone .'""'.'"",,.,.........,.....'....................,......,............. 
Sand and gravel.. ..................'....'..'.. ........ .......................... 
Large stone '" """,.,.',..,.....,..,.....,......".,.............................. 
Sharp sand ".",'.....",.....,..,.................................................. 
Sand and gravel ,.,..........,..'...........,.,..............,'................... 
Fine sand "",.'......,................................"....,......................... 
Sand and gravel ...,.................., .....,................'................... 
Casing: 8 inches. 
Screen: 15 feet of 8 inch with bottom at 167 feet. 


Thickness 
(feet) 
7 
13 
20 
10 
20 
30 
10 
57 


Drilled by Duffield 


Depth 
(feet) 
7 
20 
40 
50 
70 
100 
110 
167 


Static water level:' ............................................ 115 feet 
Yield: .........................................................,........ 200 gpm 


S-8980. (F-24) Amagansett Water Company, Route 27, Amagansett. 
John Timmann, May 11, 1951. 
Log: 


Sandy clay ,. ,.""""....,.,.......,..,.......,.......,...........,................. 
Coarse gravel .,....'",.,............,......."...,.......,........................ 
Coarse sand and gravel .,......".....,."..,................................ 
Coarse gravel .... , . , . , , . . . . , . . . . . . . , . . . . .. . . . . " .. , . . . . . . . . . . . . . . . . . . . . . . . . . . . . . .. . 
Coarse sand and gravel .............'..,..................... ............... 
Medi um coarse sand and gravel ........................................ 
Gravel ,'."",. '.."."".." ,....... .......'..', ...... '.... ..... ......... ..... ...... ... 
Medi um to fine sand .......................................................... 
Casing: 12 inches. 
Screen: 22 feet of 12 inch with bottom at 95 feet. 
Pumping test: 
March 7, 1951. 


Thickness 
(feet) 
8 
5 
20 
5 
15 
18 
2 
11 


Drilled by 


Depth 
(feet) 
8 
13 
33 
38 
73 
91 
93 
104 


Duration: ..........,........'..........,.....,.............,.........,. 4 hours 
Static water level: .............................................. 41 feet 
Dra wdown: ......... ..........., ........ ............,......... .. .. ... 19 feet 
Yield: ................,....,....................................,..,...'.. 760 gpm 


S-8986. (C-15) Shirley Water Works Co., Inc., New Suffolk Avenue, Mastic. Drilled 
by Duffield Construction Co., December 19, 1950. 
Log: 


Loam and clay ",'.............'...,.......,.,...,................................ 
Sand, gravel and large stones ............................................ 
Sand and gravel ,.".,...'".,...,.,.."."'.,...."....,,...,..,.,............... 
Fine sand and clay .,....,..,.,....".........,.,................................ 
Sand and gravel ,'.'....".,....',......,...........,.........,................... 
Gravel, some sand,...,...........,...,....,......... ................ ............. 
Coarse sand ,,' .,.,.. , ... .' '......,'.......,.......... ....... ............. 


(Continued on next page) 


Thickness 
(feet) 
3 
7 
8 
2 
10 
10 
10 


Depth 
(feet) 
3 
10 
18 
20 
30 
40 
50 
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S-8986 (Continued) 
Casing: 6 inches. 
Screen: 10 feet of 6 inch with bottom at 50 feet. 
P'umping test: 
December 19, 1950. Duration: ...................................................... 7 hours 
Static water level: ...................................... 2 feet 
Drawdown: .........................................",...,.. 16 feet 
Yield: ............................................................ 80 gpm 


Drilled by 


S-9005. (D-9) Bagatelle Nursery, Bagatelle Road, Huntington Station. 
Long Island Water Supply Co., April 5, 1951. 
Log: 


Loam ""..'.'"'..,..",........,...,,...............................,.........,........ 
Hardpan .'""'.'"....,,,........,......... ....",..............,................... 
Coarse gravel and sand '..,.'....,..'.......".....,.....,...........,.,..... 
Coarse sand ,..,....",......'.,.,...,....."".............,......................... 
Red clay ,.,......,.,.,.,.,.............................................................. 

ed clay and sand ".,.........,...........,...............,'..................... 
Fine sand mixed with clay ................................................ 
Fine sand and clay ..................... ........................................ 
Clay ..',.,..",........................................................................... 
White sand mixed with blue clay ......'............................. 
Sand mixed with clay ........................................................ 
Sand and clay ",.,....'........".,.............................................,.. 
White sand and clay ,.,...........................,............................. 
White sand ..,..",.................................................................. 
Casing: 10 inches. 
Screen: 30 feet of 10 inch with bottom at 380 feet. 
Pumping test: 
February 23, 1951. 


Thickness 
(feet) 
5 
20 
75 
30 
10 
25 
10 
25 
24 
21 
85 
23 
20 
7 


Depth 
(feet) 
5 
25 
100 
130 
140 
165 
175 
200 
224 
245 
330 
353 
373 
380 


Duration: .,................................................,... 4 hours 
Static water level: ...................................... 173 feet 
Drawdown: .............,...............................,.... 53 feet 
Yield: . .. . . ,................................... .... ........ ....... 340 gpm 


S-9008. (F-13) Stanley Berkoski, Route 25A, Miller Place. Drilled by Long Island 
Water Supply Co., April 7, 1951. 
Log: 


Loam ""."",.", "".'",..,.',.,.....,......,........................,.............. 
Fine w hi te sand ........................ ......................................... 
Coarse gravel, sand ,.,.....',...................,..,........................... 
Coarse gravel ,..,.............".......,.....,....,.......,........................ 
Red clay .'".,..""....,..,.................,'.,..'....",..............,.....,........ 
Sand and gravel ",......,....,.....,............................................. 
Casing: 12 inches. 
Screen: 21 feet of 12 inch with bottom at 170 feet. 
Pumping test: 
April 6, 1951. 


Thickness 
(feet) 
3 
12 
50 
35 
3 
67 


Depth 
(feet) 
3 
15 
65 
100 
103 
170 


DUratIOn: .,......,...,..............."..................."......,...... 4 hours 
Static water level: ................................................ 102 feet 
Drawdown: ........"..................... ...... .................,..... 15 feet 
Yield: .,.,.......,.................,..,.........................,........... 650 gpm 
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S-9009. (D-11) Hauppauge School District, Town Line Road, Hauppauge. Drilled by 
Duffield Construction Co., March 27, 1952. 
Log: 


Brown top soil "",... ...... "... ,."" .'.., ." ..,.. '... ,..,.... ...",.. .... ..... 
Sand and small gravel ",'."."'.',...",....,'....,.,,...................... 
Fine silty and gray sand .........................'.......................... 
Large stones ,."'"""",.""",.,'.',..,.',.,....,........,......,,..,...,....... 
Sand and gravel,.".,.....,..,..........,..,........"...................... ..... 
Casing: 6 inches. 
Screen: 10 feet of 6 inch with bottom at 87 feet. 


Pumping test: 
March 27, 1952. 


Thickness 
(feet) 
3 
4 
20 
18 
42 


Duration: . ,." ,'.'" ,. '.' .'.., ,., ..,.',......." ,....... .....,.,. .... 
S ta tic water level: ...... .. . . ' .. .. .. . . .. .. . .. . . .. .. .. . .. . . .. .. . 
Dra wdown: ...... '.........,.. ...... .. ........ .......... ......, .... 
Yield: .,...............,... ................ .....................",'..., 


Depth 
(feet) 
3 
7 
27 
45 
87 


4 hours 
40 feet 
10 feet 
65 gpm 


S-9011. (E-10) Anthony Caruso, Indian Head Road, Commack. 
Lauman & Co., Inc., June 14, 1951. 
Log: 


Top soil and loam "",..",......'.',........,...........,.......,............... 
Coarse brown sand and gravel .......................................... 
Hard packed brown sand ""..,.........,........,..,...................,. 
Coarse brown sand and gravel ....................................,..... 
Brown sand and clay .......................................................... 
Fine brown sand, clean .,.,.,..,.......'",............,,'................... 
Fine reddish brown sand, hardpan .................................. 
Brown sandy clay ",'..,..','....".,.....,......................,....,..",..... 
Fine reddish brown sand, some gravel, clay, hardpan, 
open hole not lively ..........................................., 
Fine brown sand, some clay ....,......................................... 
Fine brown sand, some clay, hardpan .........................,.... 
Very fine gray sand 50 % clay ........,................................. 
Casing: 8 inches. 
Screen: 26 feet of 8 inch with bottom at 186 feet. 


Thickness 
(feet) 
3 
50 
13 
10 
30 
9 
4 
15 


37 
20 
4 
4 


Drilled by C. W. 


Depth 
(feet) 
3 
53 
66 
76 
106 
115 
119 
134 
171 
191 
195 
199 


Pumping test: 
March 8, 1951. Duration:........ ..... ............................................. .... 8 hours 
Static water level: '........'..'.........................,......' 108 feet 
Y i el d: .. .. .. .. ' .. ' .. .. , .. . .. .. .. ' .. .. . .. .. .... ........................... 100 gpm 


S-9048. (C-11) Isbo Realty Corporation, Main Street, Islip. Drilled by Eastern Well 
& Pump Co., Sepember 3, 1951. 
Log: 


Fi II ", ,..........,.... ...... ..,........'.. , '......'.......,......,.............. 
Reddish brown sand, gritty ....,.............,..........'.................. 
Brown medium sand ,.,.,.,.,'.',...,.'.'....,......,.,.....,..."............ 
Brown sand and large pebbles .......................................... 
Medi um brown sand and few grits '................................... 
(Continued on next page) 


Thickness 
(feet) 
4 
8 
6 
4 
14 


Depth 
(feet) 
4 
12 
18 
22 
36 
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S-9048 (Continued) 
Casing: 6 inches. 
Screen: 6 feet of 6 inch with bottom at 36 feet. 
Pumping test: 
September 3, 1951. Duration:,. .. ................................................., 
Static water level: ...................................... 
Yield: ............................................................ 


3 hours 
4 feet 
65 gpm 


S-9051. (F-18) John Anderson, Route 25, Jamesport. Drilled by Joseph Kreiger, 
March 13, 1951. Log shows 38 feet of coarse sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 37 feet. 
Pumping test: 
March 13, 1951. Duration:............,............................................. 4 hours 
Static water level: ,.......................................... 12 feet 
Drawdown: .."..................,....................,..........., 6 feet 
Yield: .................................................................. 310 gpm 


S-9052. (F-18) John Anderson, Route 25, Jamesport. Drilled by Joseph Kreiger, 
March 19, 1951. Log shows 39 feet of coarse sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 37 feet. 
Pumping test: 
March 19, 1951. Duration:,........................................................... 4 hours 
Static water level: .....................,...................... 6 feet 
Drawdown: ..,..'..,........',........' .......'..........."..'.',. 11 feet 
Yield: ,... ................. ...."........,."........................... 390 gpm 


S-9053. 
9, 1951. 


(F-19) Frank Zdyb, Aldrich Lane, Laurel. 
Log shows 43 feet of coarse sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 41 feet. 
Pumping test : 
May 9, 1951. 


Drilled by J os.eph Kreiger, May 


Duration: ,.,','..,"......"...'...,'.'..........',.,..,',........."... 
Static water level: ..' ............' ................................ 
Drawdown: ."",..'."",....,...,.",."..,...".....'",.".,",...' 
Yield: .. .. .... ...... ................ ........................ , 


4 hours 
9 feet 
10 feet 
348 gpm 


S-9054. (F-19) Felix J. Rutkoske, Laurel Lane, Laurel. 
May 11, 1951. Log shows 38 feet of coarse sand and gravel. 
Casing: 6 inches. 
Screen: 15 feet of 6 inch with bottom at 37 feet. 
Pumping test: 
May 11, 1951. 


Drilled by Joseph Kreiger, 


Duration: ." ,.'..", ..". ..", ,..", ,.....,.."..",., ,." ,....,., ,., ,.,. 
Static water level: '.......,......,............................. 
Drawdown: .",."..""...",.".".,.,.."".""..",....".",..,' 
Yield: .. ' .. . .. , .. .. ' .. .... ......... ........ .., ..,.......... ............ 


4 hours 
4 feet 
11 feet 
435 gpm 
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S-9.083. (D-9) Frank Vitrano, Deer Park Avenue, Deer Park. 
Well & Pump Co., June 20, 1951. 
Log: 


Sand and gravel, , ...'........ .. ..,........................... .. ............ 
Sandy clay" , ,."", ,'," "" " " "" '....." '.., ,., .,..".,..,..,..." '..... ,... .., 
Very fine dark brown sand ................................................ 
Medium dark brown sand.................,..............................., 
Fine light brown sand ............................,'........................... 
Medi urn brown sand and grits .................... ..................... 
Fine dirty sand '.,'.,.""",. ".....,.,...,'.....,..,....',......',.,............ 
Casing: 8 inches. 
Screen: 10 f
et of 8 inch with bottom at 96 feet. 
Pumping test: 
June 20, 1951. 


Thickness 
(feet) 
22 
28 
5 
11 
16 
14 
6 


Drilled by Eastern 


Depth 
(feet) 
22 
50 
55 
66 
82 
96 
102 


Dura tion: ""...,.""...................................,..,.,.,...... 3 hours 
Static water level: .............................................. 32 feet 
Yield: .,..,., " "., ,'.. '...........'........,.......,......,...".....' ,'. 230 gpm 


S-9099. (C-10) Riggio Tobacco Corporation, Orinoco Drive, Brightwaters. Drilled 
by C. W. Lauman & Co., Inc., September 11, 1951. Log begins 8 feet below land surface. 
Log: Thickness Depth 
(feet) (feet) 
2 10 
41 51 
25 76 


Coarse brown sand, gravel, gray clay.............................. 
Coarse brown sand and gravel .....'.................................... 
Medium brown sand, mica, few grits................................ 
Casing: 10 inches. 
Screen: 18 feet of 6 inch with bottom at 75 feet. 
Pumping test: 
September 10, 1951. 


Duration: .................................................... 2112 hours 
Static water level: .................................... 4 feet 
Drawdown: .. .... ................ ........ ............ ,...... 21 feet 
Yield: ...., ,.. ..... ,. , ...., ,..,....'...,.....,., ..,., '" , " '.'.. 320 gpm 


S-92.07. (F-16) 
ber, May 1, 1951. 
Log: 


R. J. Goodale, Parker Road, Wading River. Drilled by Raymond Zam- 


Loam ',..'..,....".."'.,..,..,."".......,....,,.....,..,....,...................,.". 
Sand and gravel ..,...,.,.,.,.......,...,.,....."................,.. .........'.. 
Fine sand ,",....'",..,.,'...""'....,.,,... 
"',.,...,.,..............,............. 
Coarse sand with gravel ..................................... .............. 
Casing: 10 inches. 
Screen: 15 feet of 10 inch with bottom at 145 feet. 
Pumping test: 
May 1, 1951. 


Thickness 
(feet) 
3 
67 
20 
55 


Depth 
(feet) 
3 
70 
90 
145 


Duration: ",'.....",....... ........,..,....'................'...."..... 2 hours 
Static water level: ............. .................................... 94 feet 
Drawdown: ,.,..............,.........'...............,..,..... ....... 22 feet 
Yield: . .. .. .. ... .. . .. . .. .. .. .. .. .. .. .. .. .. . .. .. .., ......................... 700 gpm 
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S-9212. (G-19) 
ber, May 4, 1951. 
Log: 


Steve Ficner, Oregon Road, Mattituck. 


Drilled by Raymond Zam- 


Thickness 
(feet) 
Loam ""..,.",..,.,."..,..,...."".,..,.""".....",....,......,..".,'"........ 3 
Sand and gravel ........................,......................................... 94 


Casing: 10 inches. 
Screen: 15 feet of 10 inch with bottom at 97 feet. 


Depth 
(feet) 
3 
97 


Pumping test: 
May 4, 1951. Duration:............. ....... ................ ............ ........... ..... 2 hours 
Static water level: ................................................ 52 feet 
Drawdown: ..,......................................................... 18 feet 
Yield: ........".,......,...."..........,..,.,.......,..................... 760 gpm 


S-9214. (F-12) West Meadow Beach Corporation, West Meadow Beach. Drilled by 
Duffield Construction Co., June 22, 1951. 
Log: 


Thickness 
(feet) 
Sand and gravel ....................,............................................. 33 
Solid brown clay,..,......................... .................................... 33 
Fine brown sand ,....,.......",....,.,......,...........,.......,......."..... 9 
Coarse brown sand .,."""".....",.......,.....,.....,."..."",....."... 3 
Coarse brown sand and gravel.......................................... 16 
Brown silty clay ..................................................................' 4 


Casing: 6 inches. 
Screen: 10 feet of 6 inch with bottom at 98 feet. 


Depth 
(feet) 
33 
66 
75 
78 
94 
98 


Pumping test: 
June 4, 1951. Duration: ................................................................ 8 hours 
Static water level: ................................................ 6 feet 
Yield: .,.......,.............................., ............................. 60 gpm 


8-9260. (C-10) 
Mathies, May 4, 1951. 
Log: 


Victor Breitfeller, Magoun Landing, West Islip. 


Thickness 
(feet) 
Fill . , , , . . , . , , . , . , , , , , . . , . . . , , . . . . . . , . . . . . . . . . . . . . . . . . . . . . . . . . . .. . . . . .. . . . . . . . . . . . . . . . . . . .. . 2 
Coarse brown sand and gravel .......................................... 27 


Casing: 6 inches. 
Screen: 5 feet of 6 inch with bottom at 29 feet. 


Drilled by Henry 


Depth 
(feet) 
2 
29 


Pumping test: 
May 4, 1951. Duration: .................................................................. 4 hours 
Static water level: .................................................. 7 feet 
Drawdown: .....................................,...,..,..............,.. 10 feet 
Yield: .,.........,....".......,.......................................,....., 100 gpm 
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S-9272T. (D-8) East Coast Lumber Company, Broad Hollow Road, Melville. Drilled 
by C. W. Lauman & Co., Inc., May 8, 1951. 


Log: 


Thickness 
(feet) 
Loam and stones .........,......,............................... ............... 3 
Coarse brown sand, extra heavy gravel 
and large stones .................................................. 39 
Medium coarse brown sand, little dirty............................ 4 
Fine brown sandy clay ,....................................................... 9 


Static water level: 25 feet. 


Depth 
(feet) 
3 


42 
46 
55 


S-9279. (E-8) New York Water Service Corporation, Harbor Road, Cold Spring Har- 
bor. Drilled by C. W. Lauman & Co., Inc., July 21, 1951. 
Log: 


Top soil "" ""'" '.'", ",'."'.",."",,, '...,......,.,..".,., ,..,. ., ...., ,...... 
Fine brown sand and boulders '......,.., '........................... 
Fine brown sand ,',' ,.,"""',',..".,.,..",.....",....."....,.",.,..,.... 
Fine brown sand, layers of clay ........................ ............... 
Fine gray sandy clay .".,"",.."........".,..,........,.......""."...... 
Layers of fine multi sandy colored clay .......................... 
Fine brown sand, dirty ",.,",.'..".,.."""..,.."",."."",.........,. 
Fine brown sand ""',','""""",'...",'.,.,. "....."...."""".,..'.... 
Fine brown sand and mica ....,....,...................................... 
Medi urn coarse brown sand, life ........................................ 
Medi urn coarse brown sand, pieces of gray clay ",.",.",. 
G ray sandy clay and hard pan '.........,................................. 
Multi colored clay and hardpan ................'.........,....,...... 
Coarse brown sand, layers of multi colored clay ............ 
Layers of sandy clay and hardpan ...........................'...... 
Coarse brown sand, layers of clay dry open hole ",.",'.." 
Layers of brown sand, dry clay dry open hole ",'."."."." 
Fine brown sand, dirty, life .............................'................ 
Fine gray muddy sand ' ............ ......................................... 
Fine yellow sandy clay ""',..,."..."",....""...",..,....,.......,..., 
Medi urn to coarse yellow sand, some grits ...................... 
Fine yellow sandy clay .,".,.,."'.,..."'....','.,...,,,.,...,'.,....,,.... 
Medi urn to coarse yellow sand, lots of life ........................ 
Coarse brown sand and grits ............................................ 
Fine gray sandy clay ......................... ................................ 


Casing: 12 inches. 
Screen: 37 feet of 12 inch with bottom at 250 feet. 


Thickness 
(feet) 
1 
11 
8 
11 
3 
6 
9 
6 
10 
8 
5 
6 
7 
5 
6 
4 
9 
10 
30 
32 
10 
18 
15 
17 
10 


Depth 
(feet) 
1 
12 
20 
31 
34 
40 
49 
55 
65 
73 
78 
84 
91 
96 
102 
106 
115 
125 
155 
187 
197 
215 
230 
247 
257 


Pumping test: 
July 21, 1951. Duration:..,................,........,..,.......................,...... 4 1 12 hours 
Static water level: ........................................' ...... 19 feet 
Drawdown: ,.....,.",.','...."..,..,.."..,......,'.',...',.'.....,.. 37 feet 
Yield: ....................,..,.,...",..,..,."."",..""""", '.,.", ,1735 gpm 
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Joe Harnell, Noyack Road, Southampton. Drilled by Erwin B. Schel- 


S-9281. (F -21) 
linger, May 14, 1951. 
Log: 


Thickness 
(feet) 
Dirty sand and gravel.................... ................. .......... ......... 90 
Clay , " "",'.""""".""..',.",'.".','..,."",.""",.."...,..............'.... 30 
Sand and gravel ............ .. ....'..............'.............................. 30 
Muck and very fine sand .................................................... 80 
Clay , ,," " , , '" ""'.'"".,..",,'....,,...,...., .,..",..,..'..........."..'.....'.. 45 
Sand, very fine "",..,.,...,.."'..,..",..'..',.,...,.,..,,'.',,..............'.. 20 
Casing: 4 inches. 


Note: Well never completed as salt water was found throughout depth. 


Depth 
(feet) 
90 
120 
150 
230 
275 
295 


S-9310. (D-9) Horace Havemeyer, Deer Park Avenue, Dix Hills. Drilled by C. W. 
Lauman & Co., Inc., August 21, 1951. Log begins 7 feet below land surface. 
Log: Thickness 
(feet) 


Depth 
(feet) 
16 
23 
34 
38 
70 
96 
105 
108 
132 
140 
145 
165 
169 
174 
175 
181 
185 


Hard packed sand, grits and boulders in clay ................ 9 
Clay, sand and grits.. .................. ................... ............. ........ 7 
Coarse sand, grits and gravel '........................................... 11 
Sandy clay, grits and gravel,..........,.................................. 4 
Coarse grits and gravel........,..,....,.................,................... 32 
Medium brown sand, coarse grits and gravel.................. 26 
Medi urn brown sand ......... .................................................. 9 
Medium brown sand, streaks of sandy clay,....,...,........,. 3 
Coarse gravel, grits and sand ............................................ 24 
Sandy clay, coarse gravel, hardpan .................................. 8 
Sandy clay, streaks of clay ,.... .....................:.................... 5 
Medium brown sand and grits with clay........................ 20 
Fine brown sand with clay ................................................ 4 
Fine brown sand (water) ....... .. .... .. ,....... ........... .. ............ 5 
Medium brown sand, streaks of sandy clay, hardpan .... 1 
Coarse brown sand .... .. '.. ..................'............................... 6 
Coarse brown sand, streaks of clay .................................. 4 
Casing: 6 inches. 
Screen: 6 feet of 6 inch with bottom at 178 feet. 
Pumping test: 
August 16, 1951. Duration:..........,..,............................................ 2 hours 
Static water level: .......................................... 157 feet 
Yield: ,.".....', " "., ,., "." '.,." ,...., " ,..,., ,.. ",., ,., , ,...', , 30 gpm 


S-9312. (oC-9) Republic Aviation Corporation, Conklin Street, Farmingdale. Drilled 
by C. W. Lauman & Co., Inc., February 13, 1952. Log begins 10 feet below land surface. 
Log: Thickness Depth 
(feet) (feet) 
Coarse brown sand, gravel, large stones ............,...... ...... 72 82 
Coarse brown sand, grits, gravel..................,.................. 21 103 
Medium coarse brown sand, mica, lumps of brown clay 5 108 
Coarse brown sand, mica, small amount of brown clay.. 9 117 
Coarse brown sand, mica, few grits ................'.................. ,35 152 
Medium coarse brown sand, mica ....'.............................. 10 162 
(Continued on next page) 
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S-9312 (Continued) 
Coarse brown sand, mica ...........,......................................., 43 205 
Coarse brown sand, grits, gravel '..'.....'............................ 11 216 
Coarse brown sand, grits, gravel, small amount 
of brown clay ...................................................... 7 223 
Coarse brown sand ............................................................ 7 230 


Casing: 20 and 12 inches. 
Screen: 53 feet of 12 inch with bottom at 220 feet. 


Pumping test: 
September 23, 1951. Duration:........,..,........................................ 8 hours 
Static water level: ........................,........... 32 feet 
Dra wdown: ...'............................................ 21 feet 
Yield: .',.........'...,.., ....,...........,.... .............,.. .1850 gpm 


S-9325. (D-10) Eugene Mayne, New Highway, Commack. Drilled by C. W. Lauman 
& Co., Inc., June 1, 1951. 


Log: 


Top soil ....'..' '........... .......... ..................... ............ ............. 
Gravel "'..,'.,."""'....,.,, ..."".' ....".,..,..."...",..".......,."."..... 
Medium brown sand .",....,...,.,.....,..,....,..,......................,... 
Coarse sand, gravel and grits ............................................ 
Medium brown sand and grits .......................................... 


Casing: 6 inches. 
Screen: 5 feet of 6 inch with bottom at 101 feet. 


Thickness 
(feet) 
1
 
1
 
47 
26 
25 


Depth 
(feet) 
11;2 
3 
50 
76 
101 


S-9327. (F-21) Darwin F. Schaub, Sandy Road, North Sea. Drilled by John Tim- 
mann, September 22, 1951. 


Log: 


Sand and gravel",...."..",..,..""....."""..,...................,......... 
Clay ...,.,.,",."...,...",.",....."............."..,....,.......,..."............... 
Hard formation with stones .............................................. 
Dirty sand and gravel........................................................ 
White sand and gravel.................... ........ ............................ 
Yellow sand and gravel ...................................................... 
Clean w hi te sand and gravel .............................................. 


Casing: 4 inches. 
Screen: 3 feet of 2 inch with bottom at 173 feet. 


Thickness 
(feet) 
55 
4 
5 
47 
13 
6 
46 


Depth 
(feet) 
55 
59 
64 
111 
124 
130 
176 


Pumping test: 
August 9, 1951. Duration:..........,..,.............................................. 21h hours 
Static water level: ............................................ 152 feet 
Yield: ......,.."...,..., "......,......... .... ............'..... ..,.., . 12 gpm 
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S-9337T. (D-8) East Coast Lumber Company, Old Motor Parkway, Melville. Drilled 
by C. W. Lauman & Co., Inc., June 22, 1951. 
Log: 


Top soil "",.,.....'..'".,. ..."'...,...."..,..........,..................'......... 
Brown clay "",...,.."......,."...".,...".,................................,.... 
Coarse brown sand and gravel ......... '........'...................... 
Coarse reddish sand and gravel .....'.................................. 
Fine gray sand, small amount of gravel .......................... 
Fine brown sand, small amount of gravel ........................ 
Fine brown sand "",.,....'""...,.,......,............"..................... 
Coarse brown sand, small amount of gravel .................... 
Coarse brown sand, heavy with gravel,........................... 
Fine light brown sand, small amount of gravel.............. 
Reddish clayey sand, lumps of brown clay...................... 
Fine brown clayey sand .......'.., ........................................ 
Brown sandy clay .,.....,.,'......',...,.,."..,.'",'...'"..."....,........, 


Thickness 
(feet) 
1 
4 
8 
12 
3 
1 
23 
4 
11 
23 
4 
12 
15 


Depth 
(feet) 
1 
5 
13 
25 
28 
29 
52 
56 
67 
90 
94 
106 
121 


S-9338. (C-9) 
June 11, 1951. 
Log: 


Henry Mathies, Shore Road, Lindenhurst. 


Coarse sand and gravel , ........'........................................... 
Bog ,.', '.,.,.""."",."..",'.','.','..,..'",...."......'..,..,......."......., 
Coarse gravel and white sand ' .......................................... 
Coarse white sand and gravel........... ................................ 
Medium brown sand and grits .....................'.................... 
Sand, gravel, shells and greenish clay ,........................... 
Sandy black clay "",.,....','...........,."".........'....................... 
Fine white sand, mica and some gray clay ...................... 
Fine white sand, little wood .....'........................................ 
Casing: 4 inches. 
Screen: 10 feet of 4 inch with bottom at 162 feet. 
Pumping test: 
June 11, 1951. 


Drilled by Henry Mathies, 


Thickness 
(feet) 
4 
3 
17 
12 
19 
8 
67 
18 
14 


Duration: ,..,."."",.... '..,.. '.,... .... ......... .... ..... ,... ...,... 
Static water level: ,'.........,...................,.......,.'.... 
Dra wdown: ",..,..,.,'.......'....,.,.....'......................... 
Yield: ..,.., ........,.",...." ,..... ....... ..... .......,.,.......'"., ,., 


f 


Depth 
(feet) 
4 
7 
24 
36 
55 
63 
130._ 
148 
162 


2 hours 
1 foot 
2 feet 
20 gpm 


S-9386. ____ (E-15) Board of Education, Union Free School District #19, Schoolhouse 
Road, Ridge. Drilled by Henry Mathies, July 5, 1951. 
Log: 


Thickness 
(feet) 
Loam and stones "",..,.,'..............',.................,...............,..... 2 
Sandy loam and stones .........................,............................ 2 
G ray clay " ' ,... ,.',........... '.., ..' ....", ,."., ,....,.......... ", .................. 1 
Coarse brown sand, gravel and stones ..'................,........ 10 
Coarse sand and gravel, clean .......................................... 63 
Casing: 4 inches. 
Screen: 6 feet of 4 inch with bottom at 78 feet. 
Pumping test: 
July 5, 1951. Duration:,......"...."",...,........... ...:................,.,...,..,.., 
Static water level: .,.,.,........... ,.,.............,....' ".....' ,., 
Drawdown: ".,'.'",.."...'.....,.".....,...,.........,..,....',.,.". 
Yield: ",'..'"",'..'.....,."."".,..."...........................,.,..... 


Depth 
(feet) 
2 
4 
5 
15 
78 


4 hours 
57 feet 
4 feet 
30 gpm 
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S-9433. (F-16) Boy Scouts Camp of America, Wading River-Manorville Road, Wad- 
ing River. Drilled by Raymond Zamber, August 29, 1951. Log shows 58 feet of coarse sand 
and gravel. 
Casing: 8 inches. 
Screen: 10 feet of 8 inch with bottom at 58 feet. 
Pumping test: 
August 29, 1951. Duration: ..,........,....,......................................... 1 hour 
Static water level: .......................................... 17 feet 
Drawdown: "",..."'.',.",.,......,......"....'..'"""..',, 3 feet 
Yield: ,'.'",.,.,.....,'......"....".,......."."......,.,.',,'..', 50 gpm 


Louis Stakey, West Lane, Aquebogue. Drilled by Raymond Zamber, 


S-9434. (F-18) 
August 11, 1951. 
Log: 


Thickness 
(feet) 
4 
53 


Loam ".,.,..'",.',.'".".,. "."."",.."" "..'.,..',.,.",.,.',.,..,.'"."...'" 
Sand and gravel .................................................................. 
Casing: 10 inches. 
Screen: 15 feet of 10 inch with bottom at 57 feet. 


Depth 
(feet) 
4 
57 


Pumping test: 
August 1, 1951. Duration:.................................................,.......... 1 hour 
Static water level: ............................................ 26 feet 
Dra wdown: ..' ,. .,.,'. .....,........'................,.....", , ." , 14 feet 
Yield: '..,......,........................ ....... .................'",,'. 525 gpm 


Drilled by Raymond 


S-9435. (F-17) Otto De Friest, Osborne Avenue, Calverton. 
Zamber, August 9, 1951. 
Log: 


Thickness 
(feet) 
4 
18 
88 


Loam """"""""""."."" . '.'"""",.,'.',.""",.,.."...,.,...,..,..,.,.... 
Sand "",. ".,."""....'",'.',,'.".',.,.'...."...............,......",.........,. 
Sand and gravel .'..'",'.".""'.,..,..,..,,.,., "'.'..,.'"",'...',.,.',,,.,. 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 110 feet. 
Pumping test: 
August 9, 1951. 


Depth 
(feet) 
4 
22 
110 


Duration: ,........,............................'..,......,......, 2 hours 
Static water level: ....................,:............... ...... 58 feet 
Dra wdown: ,.,.",.,.'",.""."""."'."'.,.."""",,,,,.,.., 28 feet 
Yield: ,.,",.,",..,',.".,',.....,""',.,"',...,"',..".,""',.,'" 880 gpm 


S-9437. (F-12) Kenneth L. Rawson, Dyke Road, Setauket. Drilled by Long Island 
Water Supply Co., September 6, 1951. Log shows 60 feet of sand and gravel. 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 60 feet. 
Pumping test: 
August 9, 1951. 


Duration: ."",'....,........,..,.....,.',....,..,.............",. 
Static water level: ................................'....'...... 
Dra wdown: ,," ".".",..,..'""""".,.,.......',..,.'"."',, 
Yield: "'" '. ,'.."" "," "..', .."" '" ...'", ".,.."" ,."., '..".. 


4 hours 
15 feet 
10 feet 
100 gpm 
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S-9448. (D-8) Charles Wicks, Round Swamp Road, Melville. Drilled by C. W. Lau- 
man & Co., Inc., February 6, 1952. 
Log: 


Thickness 
(feet) 
2 
4 
4 
33 
21 
11 
19 
4 
5 
37 
5 
10 
6 
9 
11 
30 
11 
2 
26 
13 
4 
4 
18 
9 
8 
10 
5 
11 
9 
3 
15 


Depth 
(feet) 
2 
6 
10 
43 
64 
75 
94 
98 
103 
140 
145 
155 
161 
170 
181 
211 
222 
224 
250 
263 
267 
271 
289 
298 
306 
316 
321 
333 
342 
345 
360 


Top soil.., ...... ..........' ................'......'.........'.... 
Loam and large amount of rocks ..' , ..,...'... ..,............ ..... 
Sandy loam and gray clay mix , '.........................,............, 
Brown reddish sandy clay .., .. .., .....'........................,...... 
White sandy clay "..,..,..........,....,.....,....,................ ............. 
Light brown sandy clay .....................,.............................. 
Very light sandy clay ,.. ...., .. ..,......,.. .., ..........,.., 
Medi urn coarse sand and gravel mix ..................,............. 
Medi urn coarse reddish sandy clay , .. ..........,..,...., ......'.,.. 
Light brown fine sandy lumps of clay .......' ,..............,... 
Whi te beach sand ' , , " , , .. " " ' , " " , "",. .'. , , ,.,.., :.,... " " , ",., "...,.' , 
Fine brown sandy clay..,............. ..,.....,..'..... .......... .......... 
Fine reddish sandy clay """"""",..,'.'".",'..'"....',..,.'....,'.. 
Fine brown sand and small amount of clay"..,.""..,.".... 
Fine yellow brown sandy clay ,.......,...,.......,....................... 
Very fine sandy clay ...., ...... ... ..............................., 
Light fine sandy clay, hardpan..............,.......................,... 
Brown fine sand and clay mix ............. . '........ ........ ..... , 
Brown fine sandy clay mix .., ..,......................................... 
Medium dark clay (sandy) ......,......'.................................. 
Medi urn fine brown sand, sharp .............'.........................' 
Very fine sandy clay and mica ........,.....,............'............ 
Brown fine sand and some clay. ,..,........,..................... 
Light brown fine sand and little clay.............. o".......,......., 
Dark black clay """.,..""".,.""..,....,.",..,...,...................... 
Fine gray sandy clay .".,.".".""".."",.".,.",.".,.,..,..,.,.,....". 
Fine light sandy clay ..,................... ..,.....................'.......... 
Fine brown sandy clay """""""."""".,.".,...,..",.,..,.".".. 
Medi urn light fine sandy clay ........................................ 
Light brown fine sandy clay .. .. .... ....................,............ 
Very light brown sandy clay and mica ..........,................. 
Casing: 8 inches 
Screen: 26 feet of 8 inch and 2 feet of 4 inch tail piece with bottom at 
296 feet. 


Pumping test: 
September 24, 1951. Duration: ..,...................................,....... 7 1 12 hours 
Static water level: .........................'.. .., 141 feet 
Dra wdown : '" '.,." " ,., , ,..,'..' ,..." ., " , , ' , " ". 34 feet 
Yield: ........................... .............,....'...... 400 gpm 


S-9451. (E-8) Arthur Michelini, Bergen Street, Huntington Station. Drilled by Henry 
Mathies, February 16, 1952. 
Log: 


Fill . .. , .. .. .. .... '........,.., ,.... .......... .. .. .. .. . .. .. .. .. .. .. .. .. ' .. . .. 
Sand, gray clay ,.",.."",..,.""".",.".,."",..""...,.."."..,...,...'... 
Hardpan ' " ", , " ,'.'... .',., ,.,.', , , '.,."., ,..,.'..,.,... ...........,............... 
Coarse brown sand, gravel and large stones.................... 
Hardpan and large stones "".",.,..""",.."""..,.",.,....,',..". 
Coarse brown sand, gravel and large stones .................... 
(<Continued on next page) 


Thickness 
(feet) 
5, 
2 
18 
39 
10 
140 


Depth 
(feet) 
5 
7 
25 
64 
74 
214 
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S-9451 (Continued) 
Brown clay and medium sand ........'................. ............. 10 224 
Sand and grits ,......,................,..... ................ ......... .... ......... 1 225 
Fine sand, brown clay and mica ........................................ 33 258 
Yellow clay and fine sand ................................................ 138 396 
Coarse sand and grits ........................................................ 6 402 
Casing: 4 and 2 inches 
Screen: 3 feet of 2 inch with bottom at 402 feet. 
Pumping test: 
February 16, 1952. Duration: .....,............................................., 8 hours 
Static water level: ...................................... 250 feet 
Dra wdown : ..................................... .... ... . ... 2 feet 
Yield: ' ..,'.,.. '.......... . .............. .........'.' .. ..,..,... 9 gpm 


S-9454. (D-15) Carman River Duck Farm, Brookhaven. Drilled by Duffield Construc- 
tion Co., July 24, 1951. 
Log: 


Thickness 
(feet) 
11 
12 
8 
22 


Whi te sand , ......' . ..........' ..'............................ 
Coarse gravel .. .. .. .. '.... '........... ..................... 
Gravel and dirty water ,...,...................,............................. 
Sand and gravel ',...,."."."..".."."""."".,.".,..",.,....,.....,.". 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 44 feet. 
Static water level: ............................................ 
Yield: ,.,.. .........,'. ............ '..... ,..... .........' '.".,.."..... 


Depth 
(feet) 
11 
23 
31 
53 


1 0 feet 
50 gpm 


S-9470. . (F-22) Bridgehampton Water Company, Montauk Highway, Bridgehampton. 
Drilled by Erwin B. Schellinger, April 21, 1951. Log begins 13 feet below land surface, and 
shows 58 feet of sand and gravel. 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 56 feet. 
Pumping test: 
July 17, 1951. Duration:........., ........ .............. ..... ......................... 8 hours 
Static water level: ,....................................,.......... 13 feet 
Dra wdown : ...., .. ,..'......... ...........'.......,..,.. ....,'.. ...,. 3 feet 
Yield: ..........,.......... ..............,........... ......"..','....,.., 250 gpm 


S-9473. (D-9) Louis and Jennie Gazza (Huntington Bowling Alley), Whitman Road, 
Huntington Station. Drilled by C. W. Lauman & Co., Inc., October 4, 1951. Log begins 11 
feet below land surface. 


Log: 


Thickness 
(feet) 
57 
22 
21 
2 


Coarse brown sand, gravel and large stones .................... 
Coarse brown sand and gravel ....,................................... 
Medi um coarse brown sand ' .. .. .. , .... ............................... 
Very fine brown sand ...,..,..".,.,.....,....................,......"...... 
Casing: 6 inches 
Screen: 11 feet of 6 inch with bottom at 102 feet. 
S ta tic water level: ..... .. . .. . .. '" .. .. .. .. .. .. .. .. ' .. .. .. .. .. . 
Yield:' .'.., '." ,..." "" '" ,.,..", ,..,."...,...'. ..., ".,.. .,.""" 


Depth 
(feet) 
68 
90 
111 
113 


71 feet 
125 gpm 
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S-9474. (C-I0) Bay Shore Jewish Centre, Clinton Avenue, Bay Shore. 
Henry Mathies, August 1, 1951. 
Log: 


Fill ,'., ""."""", ",.."" ,...."" ".".".""".,.'"""".,'.. 
Sandy loam and gravel .... ...... ........................................ 
Coarse sand and gravel ...................................................... 
Medium sand and gravel............................................. ....... 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 53 feet. 
Pumping test: 
August 1, 1951. 


Thickness 
(feet) 
3 
1 
38 
11 


Duration: ,..'",."",......................................,...... 
Sta tic water level: ............................................ 
Dra wdown: .......................................,...............' 
Yield: . ,....... .... .... ............ ...... ................,..' ........,.. 


Drilled by 


Depth 
(feet) 
3 
4 
42 
53 


4 hours 
6 feet 
21 feet 
250 gpm 


/ 
S-9482. (C-13) Edward Ande, Blue Point Beach, Blue Point. Drilled by Duffield Cons- 
truction Co., August 28, 1951. 
Log: 


Thickness 
(feet) 
20 
10 
30 
30 
30 
10 
20 
40 
40 
18 
12 


Depth 
(feet) 
20 
30 
60 
90 
12Q. 
-130- 
'
 
230 
.. ,. 248 
260 


Sand and gravel ........'..........,..,..,..,.................. 
Large gravel and sand ........ ........ ....' .. .. ....... ............... 
Coarse brown sand .""...'"..,...........".",.',."""...",. 
White sand and gravel . ".,.,""",...,...,',.',.,..',....."..,..,',.,....,. 
Brown coarse sand ...............,....................,....................... 
Brown sandy clay .................,.............................................. 
Solid gray clay .............,..............,.....",............................... 
Gray sandy clay ,.............................,................................... 
Blue clay ,....""."......,..,...."......"..........".......,...................... 
Fine gray sand, some trace of wood .................................. 
Coarse gray sand, some wood and iron pyrites ................ 
Casing: 6 and 4 inches 
Screen: 10 feet Qf 4 inch with bottom 'at 260 feet. 
Static water level: .............................................. 15 feet 
Yield: ....... ............,...,............................, ". . ",. , .,. ,., 28 gpm 


S-9484. (E-20) Henry Casabianca, Little Neck Road, Southampton. Drilled by John 
Timmann, September 21, 1951. 
Log: 


Clean white sand and gravel ............................................ 
Bed of tight gravel ..,......................................................... 
Dirty yellow sand and gravel ............................ ............... 
Clean white sand and gravel ............................................ 
Hard packing gray sand with mica ................................ 
Dirty yellow gravel . , . . . . . . . . . . . . . . . . . . . . . . , . , . . . . . . . . . . . . . , . . . . . . . . . . . . . . .. . . . 
Clean yellowish sand ..,....,..,.,...,.,....,.",...........................,.. 
Clean white to dirty black sand, lumps of sandy clay, 
pieces of hardpan, pieces of wood .................... 
(Continued on next page) 


Thickness 
(feet) 
77 
4 
3 
39 
7 
3 
30 


66 


Depth 
(feet) 
77 
81 
84 
123 
130 
133 
163 


229 
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S-9484 (Continued) 
Fine muddy sand ,............................................................... 8 237 
Soft black clay .................................................................... 16 253 
Fine dark muddy sand ...................................................... 22 275 
Hard formation ..,..................................................:............ 3 278 
Fine dark muddy sand ........................................................ 22 300 
Gray sandy clay, wood ........................................................ 69 369 
Hard black sandy clay ........................................................ 16 385 
Fine dark muddy sand ........................................................ 52 437 
Note: Salt water encountered, well abandoned. 


S-9495. (D-15) William Floyd School, Lexington Road, Mastic. Drilled by Henry 
Mathies, September 20, 1951. Log begins 11 feet below land surface. 


Log: 


Coarse sand and gravel ................. '..,....,..... '..,.... .......... 
Coarse sand, gravel and large stones ........,....................... 
Coarse sand an d gravel ........ .. .. .. .. .. .. .. .. .. .. .. . .. .. .. .. . .. .. . .. .. .. . 
Coarse sand and large stones '..................,.........'............., 
Coarse sand and grits ................................................ ..... 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 56 feet. 
Pumping test: 
September 29, 1951. 


Thickness 
(feet) 
12 
19 
10 
10 
6 


Depth 
(feet) 
23 
42 
52 
62 
68 


',..- 


Duration: .,......................,...............,........'.. 2 hours 
Static water level: ...............................,...... 14 feet 
Drawdown: .....................................,.......... 4 feet 
Yield: ..............,..................................' 60 gpm 


S-9499. (E-20) E. C. H. Holding Corporation (Sabin Estate), North Sea Road, 
Southampton. Drilled by Duffield Construction Co., August 16, 1951. 
Log: 


Thickness 
(feet) 
10 
20 
10 
2 
12 
4 
4 
34 
60 
18 
6 
10 


Depth 
(feet) 
10 
30 
40 
42 
54 
58 
62 
96 
156 
174 
180 
190 


mn . "",.'"" "".. ,.",."" ,'.'"......,."" 
Sand and gravel .. '........ .... ....,..,.....'....,............. 
Sharp brown sand , .. .. .. ...... ........ ....... 
Solid clay, "', .,.., ," ."." .'...'", .", ,." ",.."...... ........ 
Sand and gravel ,.,..,.,..,.....".,..."..........................,.,. 
Solid gray clay , '......... ,..'.................................... .............. 
Brown clay .....,........, ..... ..... .. ....... ........................ ........... 
Sand and gravel ......,....,..,.. ......,..........................., 
Solid blue clay ............... ....... .......,........... ...........,..... ......... 
Blue sandy clay ." ..,.,.'.,..,.,..,..,.,........,."..................,....... 
Gravel and big stones ..........,......................,...................... 
Sand and gravel ................................................................ 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 190 feet. 
Static water level: .............................................. 50 feet 
Yield: .............'.......,........,......,..................,,'.......,. 75 gpm 
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S-9507. (E-9) Vincenzo Santoriello, Burr Road, Elwood. Drilled by Long Island Water 
Supply Co., November 29, 1951. Log show 202 feet of sand and gravel. 
Casing: 10 inches 
Screen: 20 feet of 10 inch wit bottom at 202 feet. 
Pumping test: 
September 15, 1951. Duration: .................................................. 4 hours 
Static wa er level: ............................,....,.. 130 feet 
Drawdow : ............. ............ ....................... 35 feet 
Yield: .......................,..........................,'".... 550 gpm 


S-9514. (F-13) Stanley Detmer, G arled Hollow Road, Setauket. Drilled by Raymond 
Zamber, September 8, 1951. 
Log: 


Loam .,.,..".,..,.".",....,...',.,.,.........., ..,. ,.,.,............................ 
Sand and gravel ....,....'...., .........' , ..,...... .. , .. .. .. . .. .. .. .. .. .. .. .. 
Clay mixed with sand , ...... ..,............................................ 
Coarse sand and gravel ,...... .... ........ .... ..,.... ..................... 
Casing: 12 inches 
Screen: 20 feet of 12 inch with bottom at 200 feet. 
Pumping test: 
September 8, 1951. 


Thickness 
(feet) 
3 
122 
45 
30 


Depth 
(feet) 
3 
125 
170 
200 


Duration: ' ..................................., 3 hours 
Static wat r level: .................................... 105 feet 
Dra wdow : ' .... ,...... ......... ............... ....' .... ... 60 feet 
Yield: .......................... ............. .............,.... 800 gpm 


S-9515. (G-19) Paul Krystapowic , Alvahs Lane, Cutchogue. 
Zamber, September 4, 1951. 
Log: 


Loam ,'.,...,.,..,,'.. ,....,....,..",....,..,.,..',..,......,...,..,................,.. 
Sand and gravel ..",."."."'.',..,.,."",..',..',, ",.,...,......,........,.. 
Casing: 8 inches 
Screen: 20 feet of 8 inch with bottom at 68 feet. 
Pumping test: 
September 4, 1951. 


Thickness 
(feet) 
4 
64 


Drilled by Raymond 


Depth 
(feet) 
4 
68 


Duration: .... ..........,........,.............' 1 hour 
Static wat r level: ,..............,..........,........... 18 feet 
Drawdow : ...............,.................................. 23 feet 
Yield: ..,.,.,..,...,..."......,................,............... 620 gpm 


S-9544. (D-17) Feather Sales Age cy, Phillips Avenue, Speonk. Drilled by H. B. 
Lorentson, September 8, 1951. Log show 73 feet of coarse white sand, few pebbles. 
Casing: 8 inches 
Screen: 15 feet of 8 inch with ottom at 69 feet. 
Static water I vel: ......, ..,.........................,....,.. 28 feet 
Yield: ....................,............................................ 125 gpm 
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S-9566. (D-9) Fairchild Engine and Airplane Corporation, Straight Path Road, 
Wyandanch. Drilled by C. W. Lauman & Co., Inc., February 1, 1952. Log begins 5 feet 
below land surface. 


Log: 


Sharp sand and gravel.......,.. ,.... . ......,....,..... ................... 
Dark gray hard clay ,."....",.....".............................."..,.....,. 
Casing: 10 inches 
Screen: 21 feet of 8 inch with bottom at 81 feet. 
Pumping test: 
September 28, 1951. 


Thickness 
(feet) 
82 
3 


Depth 
(feet) 
87 
90 


Duration: ... ........ ........ ............................. 4 hours 
Static water level: .................................... 8 feet 
Drawdown: ....,....................,...................... 23 feet 
Yield: ..........,.,.,.....,....... ......................',.,.. 500 gpm 


S-9575. (D-18) Westhampton Fire District, Montauk Highway, Westhampton. Drilled 
by Henry Mathies, May 13, 1952. 
Log: 


Sandy top soil ."",....,.........,............................................... 
Sandy loam "...."."...........'.............,,'.................................,... 
Coarse sand and gravel ...................................................... 
Medium sand ".,..'..,...'.',............,.,....,....,.............................. 
Coarse sand and gravel .................................................... 
Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 47 feet. 
Pumping test: 
May 13, 1952. 


Thickness 
(feet) 
1 
2 
2 
13 
29 


Depth 
(feet) 
1 
3 
5 
18 
47 


Duration: .,....",.......,.....................,................"..... 2 hours 
Static water level: ................................................ 17 feet 
Yield: , ............... . ................ ............................ ....... 200 gpm 


S-9614. (F-8) F. Eberstadt, Lloyd Harbor Road, Lloyds Neck. Drilled by C. W. Lau- 
man & Co., Inc., January 8, 1952. 


Log: 


Thickness 
(feet) 
15 
10 
20 
29 
1 
17 
8 
10 
3 


Depth 
(feet) 
15 
25 
45 
74 
75 
92 
100 
110 
113 


Coarse brown sand, gravel, grits ...................................... 
Medium coarse brown sand and grits .............. ............. 
Fine brown sand, grits, gravel, mica, clay......... .............. 
Very fine brown sand, clay, mica .................................... 
Gray clay ..,.,.,.'""".......",..........."....".."........,..................... 
Very coarse sand, heavy gravel, boulders, clay................ 
Coarse brown sand, large gravel ............... ...................... 
Coarse brown sand, grits ......,..,..'.................................. 
M edi urn brown sand, mica ...,... ..,..................................... 
Casing: 6 inches 
Screen: 5 feet of 4 inch with bottom at 113 feet. 
Pumping test: 
January 28, 1952. Duration: ................... ............ .......... '..,........ ,.. 1 hour 
Static water level: .......... .........................,...., 94 feet 
Yield: . ,.. ." ., , ,., ,. ,. ... . .. .,....' ....... .............. .. ...... " '" 30 gpm 
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S-9664. (F-15) Leong Mon, Lichee Farms, Cooper Street, Shoreham. Drilled by John 
Timmann. December 28, 1951. 


Log: 


Thickness 
(feet) 
110 
5 
23 
1 
4 


Coarse sand and gravel ........,...... '..,.. .................... 
Coarse sand, darker than above ....................,................... 
Clean coarse sand with some gravel '............................... 
Fine sand '" " .. . . ,. .,. ". ., ..,...... ........ , ,. ....'................' ,... ........ ... 
Medi urn coarse sand ,'........,'..,..,...".,...,............................... 


Depth 
(feet) 
110 
115 
138 
139 
143 


CasIng: 8 inches 
Screen: 20 feet of 8 inch with bottom at 139 feet. 
Pumping test: 
November 29, 1951. Duration: '... ..,....................................' 4 hours 
Static water level: ............,.............. 90 feet 
Yield: . ,.. . .. ., ... . ,..' ." ....,.............................,.. 660 gpm 


S-9671. (E-18) United States Air Force, Suffolk County Airport, Westhampton. 
Drilled by Raymond Zamber, December 10, 1951. Log shows 50 feet of sand and gravel. 


Casing: 6 inches 
Screen: 15 feet of 6 inch with bottom at 50 feet. 
Pumping test: 
December 11, 1951. Duration:.... ....,.......................................... 2 hours 
Static water level: .................................... 16 feet 
Dra wdown : ........................................ ,.. ..... 11 feet 
Yield: ,......."..,..,................,.............".,',.."., 380 gpm 


S-9692. (E-11) John Abramowski, Middle Country Road, Smithtown. Drilled by Eas- 
tern Well & Pump Co., April, 1952. 


Log: 


Thickness 
(feet) 
30 
5 
15 


Sand and gravel ...,..........................,................................... 
Fine silty sand .................................................,.................. 
Sandy clay ..,.,.".................................................................... 
Casing: 30 and 12 inches 
Screen: 13 feet of 12 inch with bottom at 30 feet. 
Pumping test: 
January 11, 1952. 


Duration: . . , . . . . . . , . . . . . . . . . . . . . . . . . .. .. . . . . . . . . . . . . . . . . . . . , . . . 
Static water level: ...........................,........,... 
Drawdown: ...,..,."...............................,.."...,.. 
Yield: ..... .... '" ..... ........ .,. ..... .... ...... ....... .......... 


Note: There is 10 feet of casing below screen. 


Depth 
(feet) 
30 
35 
50 


3 hours 
11 feet 
18 feet 
250 gpm 
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S-9715. (C-14) William L. Sayers, Honells Point Road, Bellport. Drilled by Duffield 
Construction Co., February 7, 1952. 


Log: 


Thickness 
(feet) 
12 
33 
23 
61 
21 
19 
11 


Meadow bog .. ......... ...... ......,...................... 
Meadow bog and clay .... '..........,................................ ...... 
Fine gray sand " """".",."".....,....,..,......................,.....,..... 
Fine brown sand , ............,............... ................................... 
Sand and gravel (salt water) ............................................ 
Solid gray clay ..,."..".,....",.....,........................................... 
Gray sand (water bearing) .......... ........ .................... ........ 
Casing: 6 and 4 inches 
Screen: 10 feet of 4 inch with bottom at 180 feet. 
Static water level: ............................................ 
Yield: ................................................................ 


Depth 
(feet) 
12 
45 
68 
129 
150 
'1'5!J 
180 


170 feet 
30 gpm 


8-9723. (C-10) Fairchild Engine and Airplane Corporation, Orinoco Drive, Bright- 
waters. Drilled by C. W. Lauman & Co., Inc., February 1, 1952. Log begins 9 feet below 
land surface. 


Log: 


Sand and gravel ...','.',........... ....................... ..................... 
Medium sand and grits ........................................................ 
Medi um sand ..,." "."",..."....,..............",.............................. 
Grits and gravel ""."..,.., ,.. ........ ......... .................... ........... 
Lumpy clay and fine sand ................................................ 
Gray fine sand .....,.......................,...................................... 
Gray sandy clay ,.......,....................................................... 
Casing: 10 inches 
Screen: 21 feet of 8 inch with bottom at 71 feet. 
Pumping test: 
February 1, 1952. 


Thickness 
(feet) 
51 
10 
5 
7 
2 
50 
6 


Depth 
(feet) 
60 
70 
75 


 
134./ 
140 / 


/' 


:' 


-.:J 


Duration: ..,........................... '.." 4 hours 
Static water level: ............................' 9 feet 
Dra wdown : .......................................... ........ 35 feet 
Yield: .,........,..',...,...............,....,..,."..,."...,.."., 450 gpm 


S-9750. (F-16) Ernest Lewin, Hulse Avenue, Wading River. Drilled by John Tim- 
mann, May 19, 1952. Log shows 155 feet of clean sand and gravel. 


Casing: 12 inches 
Screen: 20 feet of 12 inch with bottom at 149 feet. 
Pumping test: 
April 1, 1952. Duration: ......,..................................................... 3 hours 
Static water level: .............................................. 78 feet 
Dra wdown : ............................. ........................... 28 feet 
Yield: ,.,..",..,.,...'"............................................... 1100 gpm 
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S-9758. (E-14) Coram Rug Works, Yaphank Road, Coram. Drilled by Fred Habe- 
nicht, March 3, 1952. 


Log: 


Black swamp mud and fill ........, ....,..............,.................. 
Dirty sand ."..",..,.,.,...,.........".."......,....,...........,...,...,....,..... 
Black sandy clay ,.". ..',. "..... .,.. ,.., ,... ........ ...... ...... .......,.. ..... 
Black sticky clay ,.".. . . , . , . . ' . . , . . . . . . . , , . . . . . . , , . , , . . . . , . . , . , , . . . , , , . . . . . . , , . . 
Yellow sandy clay ".,.",..,.".,.,...,..,..",..,...........,...,........,...,.. 
Coarse yellow sand .""",.,.."",.,..,.,.,..",.'..........,.......,......".. 
V ery coarse sand, some grits ............,............................... 
Casing: 6 inches 
Screen: 10 feet of 6 inch with bottom at 81 feet. 


Thickness 
(feet) 
3 
16 
24 
24 
2 
2 
10 


Depth 
(feet) 
3 
19 
43 
67 
69 
71 
81 


Pumping test: 
March 2, 1952. Duration: ..'.. ... .. .... ...........................'..' ,.............., 6 hours 
Static water level: ........................................,....... 53 feet 
Drawdown: .........,.............,.................................. 8 feet 
Yield: .............,.....,...............................,..,.,.,......,.. 60 gpm 


S-9760. (F-18) Vernon H. Downs, Church Lane, Riverhead. Drilled by Raymond 
Zamber, June 2, 1952. 


Log: 


Loam ,.""""" '" ".".............."..'. ,......"....................,........... 
Sand and gravel .................,..,............................................ 
Casing: 8 inches 
Screen: 20 feet of 8 inch with bottom at 110 feet. 
Pumping test: 
June 2, 1952. 


Thickness 
(feet) 
4 
106 


Depth 
(feet) 
4 
110 


Dura tion : ..,..... ,.. ...... .......... ............ ,....... .,.... '.,. ..,.. 2 hours 
Static water level: .....................................,.......... 54 feet 
Dra wdown: ..................................................... ,..... 2'6 feet 
Yield: ,....,.................................,........,...,.",.,',......... 850 gpm 


S-9761. (F-17) Steve Tremski, Main Road, Calverton. Drilled by Raymond Zamber, 
May 31, 1952. 


Log: 


r 


Loam """,..,..".,..",....,... ..".,.....,.....................,........ 
Coarse sand and gravel .................................................... 
Casing: 8 inches 
Screen: 20 feet of 8 inch with bottom at 93 feet. 
Pumping test: 
May 31, 1952. 


Thickness 
(feet) 
4 
89 


Depth 
(feet) 
4 
93 


Duration: ,...."..,...".............,....".,..,..".......,.......... 2 hours 
Static water level: ..............................,............... 55 feet 
Dra wdown : . " . ... ............................ ........ ........,..... . 20 feet 
Yield: .................,...................................,.............. 600 gpm 
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S-9765. (G-21) M. Dickerson, Bayview Road, Southold. Drilled by John Timmann, 
February 9, 1952. 


Log: Thickness 
(feet) 
Coarse sand and gravel .................,........,........................... 38 
Clay , .,. . " ., " ,. .. , .., ,.,.,... .., . .. ....,. ...,.....,......... ... .... .......... '...,...... 10 
Casing: 8 inches 
Screen: 15 feet of 8 inch with bottom at 37 feet. 
Pumping test: 
February 9, 1952. Duration: ........................................... 1 hour 
Static water level: ........................................ 12 feet 
Drawdown: ......................:................,...... 13 feet 
Yield: ..................................................",."",... 400 gpm 


Depth 
(feet) 
38 
48 


S-9766. (C-9) , Board of Education, Well wood Avenue School, Lindenhurst. Drilled by 
Henry Mathies, February 23, 1952. 


Log: 


Thickness 
(feet) 
. .. . . .. . . . . , . .. . . .. .. .. . . . . .. . .. . .. .. .. .. .. . . .. .. .. . 2 
.....,..........".,.,.......,...................... 72 


Sandy loam and gravel 
Coarse sand and gravel 
Casing: 6 inches 
Screen: 5 feet of 6 inch with bottom at 73 feet. 
Static water level: .............................................. 
Yield: ..........................................................,......... 


Depth 
(feet) 
2 
74 


5 feet 
60 gpm 


SI- 9770 . (E-10) Salvatore Santorelli, East Northport Road, Kings Park. Drilled by 
William Zuchowski, May 31, 1952. 


Log: 


Thickness 
(feet) 
3 
3 
118 
52 


Top soil ................,......""...........,........... ............... ............... 
Loam .,...........,.."......."......................................................... 
Heavy gravel and sand ........................................................ 
Coarse sand and fine gravel ............................................ 
Casing: 6 inches 
Screen: 16 feet of 6 inch with bottom at 173 feet. 
Pumping test: 
May 29 and 30, 1952. 


Depth 
(feet) 
3 
6 
124 
176 


Duration: ,', 2 days at .8 hours per day 
Static water level: ................ 138 feet 
Drawdown: ............................ 8 feet 
Yield: ..... ................. ................ 200 gpm 



... 
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S-9777. (D-9) Edward Harbes, Half Hollow Road, Melville. Drilled by Frederick 
Bach and Sons, June 8, 1952. 


Log: 


Thickness 
(feet) 
12 
45 . 
34 
34 


Depth 
(feet) 
12 
57 
91 
125 


Hardpan '" """....'""" "."..".,...........,......,.....,... 
Sand and gravel ,.........,....................,.............. .................. 
Sandy clay .,.....,.,............... ....,............................................. 
Red sand .......,.,................................................,................... 
Casing: 6 inches 
Screen: 6 feet of 6 inch with bottom at 119 feet. 
Static water level: .............................................. 83 feet 
Yield: .................................................................... 25 gpm 


8-9797. (D-8) H. J. Heddesheimer, Huntington-Amityville Road, Melville. Drilled by 
Eastern Well & Pump Co., April, 1952. 
Log: 


Thickness 
(feet) 
3 
7 
57 
11 
15 
19 
6 
63 


Depth 
(feet) 
3 
10 
67 
78 
93 
112 
118 
181 


Top soil and loam .,.....,....",.................,............................... 
Sandy clay and stones . ....................................................... 
Sand and gravel ................................................................ 
Light brown sand, lump clay ..,......................................... 
Fine dark brown sand, few grits ......................,............. 
Brown sandy clay................................................................ 
Very fine dirty brown sand .. .. .. .. .. .. .. .. .. .. .. .. .. .. .. .. . .. . .. .. .. .. 
Medium to coarse light brown sand and grits ................. 
Casing: 12 inches. 
Screen: 48 feet of 8 inch plus 9 feet of 7 inch with bottom at 179 feet. 
Pumping test: 
April, 1952. Duration:..... ........... .... ...... ........... .... ............ .... ...... '" 
Static water level: .................................................... 
Drawdown: .............................................................. 
Yield: ........................................................................ 


4 hours 
52 feet 
18 feet 
500 gpm 


8-9800. (F-16) Margaret Donahue, Edwards Avenue, Calverton. Drilled by Raymond 
Zamber, June 14, 1952. 


Log: 


Loam .................................................................................... 
Sand and gravel ................................................................ 
Casing: 10 inches . 
Screen: 20 feet of 10 inch with bottom at 114 feet. 
Pumping test: 
June 14, 1952. 


Thickness 
(feet) 
4 
110 


Depth 
(feet) 
4 
114 


Duration: ............................................................ 2 hours 
Static water level: ............................................ 79 feet 
Drawdown: .............,............................................ 21 feet 
Yield: ..................,................................................ 575 gpm 
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S-9845. (E-12) John Beck, Goulds Road, St. James. Drilled by Raymond Zamber, 
June 3, 1952. 


Log: 


Loam "".,.",..."",.",."...,..",.,'.', 
Fine sand . .,. " .. . . ,.,."...',........... ....... ......... ........ ... ........ 
Clay and boulders ".',.,'.'..,.,...,...",... ""....,....,."....,..,.......,.. 
Sand and gravel .........., ..,..'.......'........................................ 
Coarse sand and gravel . .. . .. ... .. . .. .. . .. .. .. .. .. .. .. .. .. . .. .. .. ... ...... 
Casing: 10 inches 
Screen: 20 feet of 10 inch with bottom at 150 feet. 
Pumping test: 
May 31, 1952. 


Thickness 
(feet) 
3 
8 
20 
89 
30 


Depth 
(feet) 
3 
11 
31 
120 
150 


Duration: ..........'.......................,........................... 2 hours 
Static water level: ...........................................,.... 85 feet 
Dra wdown : .......................................................... 42 feet 
Yield: ........................................ ,.... ........ .., .,. ." ,..... 900 gpm 


8-9855. (E-8) First National Bank of Huntington, Main Street, Huntington. Drilled 
by Henry Mathies, July 7, 1952. 
Log: 


Top soil ..,.",...., "...',.,.,................. ................................ 
Hardpan and boulders '....,....,.,..."'...,.".'.,...,..,.,.............,,, 
Sand and gravel ................,.......................,........ ....... ,...... 
Fine sand ........ ... . ....., ... .. ...... .. ................... ... ...................... . 


Thickness 
(feet) 
2 
17 
16 
2 


Depth 
(feet) 
2 
19 
35 
37 


Casing: 6 inches 
Screen: 6 feet of 6 inch with bottom at 30 feet. 
Pumping test: 
July 7,1952. Duration: .................................................................. 12 hours 
Static water level: .................................................,.. 16 feet 
Drawdown: ..........................,...............,....'......"...... 4 feet 
Yield: ., .., ,., . ,. .......,............. ......,....., ....', " .,. .,. ., . , ,. " ."" 64 gpm 


S-9876. (E-10) Commack Drive In Theatre Corporation, Veterans Highway, Com- 
mack. Drilled by Eastern Well & Pump Co., June 14, 1952. 
Log: 


Top soil,., ,. ,'...",'. .,. ,. ........ ..,..... ,......, ...... .......................... ... 
Sand and gravel .................................................................. 
Gray sandy clay ,.,......,....,..................,.......,...................... 
Sand and gravel, large pebbles ........................................ 
Casing: 6 inches 
Screen: 5 feet of 6 inch with bottom at 120 feet. 
Pumping test: 
June 14, 1952. 


Thickness 
(feet) 
2 
5 
8 
106 


Depth 
(feet) 
2 
7 
15 
121 


Duration: ..................................................,.......... 2 hours 
Static water level: ................................................ 95 feet 
Yield: '.,.. .,.,..., ..'.., ....,....,. .,. .... . ."." ..... .,...'", '. ".... ,.. 30 gpm 



. , 
/ 
1'1
7 


S-9893. C-13) Suffolk County Water Authority, Lakeview Avenue, Bayport. Drilled 
by Long Islan Water Supply Co., June 2, 1952. 


Log: 


Thickness 
(feet) 
5 
5 
35 
5 
45 
5 
5 


Med um brown sand, small amount of gravel ....'........... 
Med um brown sand ."""",.""".."",..".",.".",.,..,.,',.....,"',.. 
Bra n sand and gravel....,....... ........ ................................ 
Med um brown sand ,.".""",.,.."..,..."...".,......".....,.,........,.. 
Med um brown sand, small gravel ......,....................,........ 
Med um brown sand """"."".",.,.",."".,..,."....,',..,.,.,.......... 
Fine brown sand """,.,."..,.,.,.,..."".....",......,.,....,' "...'"".. 
Casi g: 12 inches 
Scre n: 40 feet of 12 inch with bottom at 95 feet. 
Pum ing test: 
July 1, 1952. Duration:....,...... ....................... ....... ..... .................. 
Static water level: ,.........,...,...,....... ..............,....... 
Drawdown: """,.",....."".,..""."",..".,."""..""".",: 
Yield: ", ,..... " ,'.. '.,."........ ..',.,'. ....., ,...".. ..' ... ..'.."..',.. 


S-9903. 
Habenicht an 


E-10) Hill Top Cabins, Inc., Kings Park Road, Commack. 
Sons, May 21, 1952. Log begins 8 feet below land surface. 
Thickness 
(feet) 
13 
23 
32 
16 
9 
28 


Ver coarse gravel and sand ..'................. ....................... 
Whi e sand, pebbles ,.""".,."..",.,..,.".."..',..,.",.,"",..,.,',.,... 
Bra n sand, large stones .................................................... 
Tig t packed sand ",.""..",..,.,.".."....,..,.,."....,.,....".,....'.,"" 
Red coarse sand "",..,,'.',., ",.'",..,.".".,.,..,..""."".....".'..".. 
Lig t yellow sand 40% grits .................,......,................... 
Casi g: 6 inches 
Scr en: 10 feet of 6 inch with bottom at 129 feet. 
Pu ping test: 
May 16, 1952. 


Depth 
(feet) 
5 
10 
45 
50 
95 
100/" 
105 


24 hours 
16 feet 
25 feet 
855 gpm 


Drilled by Fred 


Depth 
(feet) 
21 
44 
76 
92 
101 
129 


Duration: ,.".,.",.""."",..."..,.,.,..."",.,.,',...,..,',. 6 hours 
Static water level: ................................................ 92 feet 
Dra wdown : .. .. .. .. . .. . .. .. .. . .. .. .. .. .. .. . .. .. . .. . .. .. , .. .. .. . .. . .. 11 feet 
Yield: ............. .......' ..........,..,...... .............. ,....... ,.. 65 gpm 


S-9973. (D-17) Daniel Bohan, Dune Road, Westhampton Beach. Drilled by Duffield 
Construction 0., June 27, 1952. 
Log: 


Thickness 
(feet) 
12 
11 
11 
18 
5 
22 
22 
11 
8 


Bea h sand """" ",..",.,."..,..,.""""""""..",.,.,"",.,. ,'.'""". 
and stone . "",."".,.,."",.,."""""""..'".,..".,',...",.,',.,.. 
Bra n sand and gravel,............................,..........,........... 
G ra sand and shells .......... .. .. .. ' .. .. .. .. .. .. .. .. ' .. .. .. , .... ..,....... 
G ra sand"", ",. " " '" '" " , " ",.. ,.., " "" " ,,"'." ., ",.., '... , , , ., , " ..'.',. 
Fin gray sand "",...""."""'.'""",,.,.,',.,..,""'" "".""",."".. 
Cle n sand ,,',""","',' """."".,.'"""....,.""...",...'".,..,',.....".. 
G ra el ' " " , , ,..'" . , " '. , , " ., ,..", " ,.'. .' .. ".... ,...".' ,...... .',..'..."., ..., ..' 
Coa se brown sand ".".,.",."".".".,..,.".".,..,..".,..,."...,..,... 


(Continued on next page) 


Depth 
(feet) 
12 
23 
34 
52 
57 
79 
101 
112 
120 



\ " 
I \ 
1\8 


/' 


S-9973. (Continued) 
Brown sand ' .. .. .. .... .. .......................... .............................. 34 154 
G ray sand """',..,",.,',.""""'."...",,....,..............,.................. 1 0 164 
Gray clay ,....".,',..,."..,.".."....,........,..................,................ 29 193 
Black clay ."." . , , , . , " ' , , . , , , . , , . , . , . . . , , . , , . . , . , . , , , . . . . , . . . . , . . . . . , . , , . . . . . . . , . . 10 203 
Green clay , .......................................................................... 12 215 
Sandy gray clay................................................................... 30 245 
Sand and wood ""',...."....,."...",....,..,................"..'..........,.. 20 265 
Sand and gravel ................................................................ 10 275 
Casing: 6 and 4 inches 
Screen: 10 feet of 4 inch with bottom at 275 feet. 
Static water level: ................................................ 8 feet 


S-9984. (E-18) Salvatore Romano, Long Neck Boulevard, Flanders. Drilled by Joseph 
J. Kreiger, Inc., June 28, 1952. 
Log: 


Thickness 
(feet) 
40 
52 
16 
8 


Sand (sal t water) . . , . , , . . . . . . . . , . . , . . . . . . . . . . . . . . . . . . . ., .. . . . . . . . . . . . . . . . ... . . . 
Sandy clay ,., '..,., ".........' " '...,'.. ..., '........,.......... .......' '....... '.. 
Clay .,..,',..,....,',.,......"..."...................................,.................. 
Clean sand .,',.".,......"..,.."".........",............,..............,.......,.. 
Fresh water. 
Casing: 4 inches 
Screen: 5 feet of 4 inch with bottom at 116 feet. 
Yie1d: .......,..................................................,....... 


Depth 
(feet) 
40 
92 
108 
116 


30 gpm 


S-10040. (F-22) Isaac Crawford, Sag Harbor Turnpike, Bridgehampton. Drilled by 
Erwin B. Schellinger, August 7, 1952. 
Log: 


Sand and gravel ',....,....'........,............................................. 
Clay ....,"...,...,.......,.,.......,.............,.....................................,. 
Fine sand ,.,.,..,.....,...........................................................,.. 
Casing: 4 inches 


Thickness 
(feet) 
20 
108 
9 


Depth 
(feet) 
20 
128 
137 


S-10041. (G-27) T. V. Searing, East Lake Drive, Montauk. Drilled by Erwin B. 
Schellinger, July 26, 1952. Log begins 6 feet below land surface. 
Log: Thickness 
(f eet ) 
4 
98 
7 


Depth 
(f eet ) 
10 
108 
115 


Stones and hardpan ............................................................ 
Clay ."",.,',.,',..".,..,....".,..,...,.............,............,'..................,. 
Very fine sand ,.....'....,.....,..,.......,..,..,.... ...........,.. ............',. 
Casing: 4 inches 
Screen: 3 feet of 11h inch point with bottom at 115 feet. 
Static water level: ............................ 26 feet (salt water) 



I ! 
" 1
9 
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INDEX OF WELLS BY OWNERS 


Owner 


Well 
No. 


Owner 


Well 
No. 


Abramowski, John ................ S 9692 
A1drich, Herman E. ................ S 4385 
Allen Properties Inc. ".'.......'.. S 5064 
Amagansett Water Co. ............ S 8980 
Ande, Edward ,....................... S 9482 
Anderson, John ........................ S 9051 
Anderson, John ........................ S 9052 
Anderson, Joseph .................... S 4123 
Austin, G. E. ............................ S 4534 
Babinski, Maxim '..................... S 4237 
Babski, Mrs. Marie .................. S 7787 
Babylon Theatre Corp. 
(Babylon Theatre) ........ S 8298 
Bagatelle Nursery .................. S 9005 
Baiko, Peter & Victor .....,..,... S 4184 
Baruch, Robert ........................ S 4909 
Basay Realty Corp. 
(Regent Theatre) ............ S 8470 
Bay Shore Jewish Center ...... S 9474 
Beck, Bruno ............................ S 7906 
Beck, John ................................ S 4873 
Beck, John, .......'...................... S 9845 
Berezny, Mike ,......................... S 4125 
Berkoski, Stanley .................... S 9008 
Beth Moses Cemetery Corp. .. S 8960 
B. H. Aircraft Inc. ............'..... S 8217 
Bialeski, Konstanty ................ S 7252 
Bialeski, Walter ...................... S 5602 
Bildner Big Ben Corp. ............ S 8165 
Board of Education, 
Lindenhurst ...................... S 9766 
Board of Education, 
Ridge ...... .......................... S 9386 
Bo binsky, Alex .. .. .. . .. .. . .. .. ' .. . .. . S 7738 
Bobinsky, Bruno ...................... S 8247 


Bobinski, Maxim ...................... S 4549 
Bohack Realty Corp. ",..'..,..... S 8038 
Bohack Realty Corp. .............. S 8078 
Bohan, Daniel ,......................... S 9973 
Botto, Charles .......................... S 4521 
Boy Scouts of America Camp S 9433 
Brei tf eller, Victor ,................... S 9260 
Bridgehampton Fire Dist. .'.... S 8738 
Bridgehampton Water Co..... S 9470 
Brookhaven Fire Dist. ,.,."...... S 8267 
Brookhaven Nat'l. Lab. .......... S 6409 
Brookhaven Nat'l. Lab. .......... S 6410 
Brookhaven Nat'l. Lab. .......... S 6418 
Brookhaven Nat'l. Lab. .......... S 6434 
Brookhaven Nat'l. Lab. .......... S 6697 
Brookhaven Rialto Corp. 
(Rialto Theatre) ............ S 8272 
Brown, Wayland ...................... S 7922 
Buchak, Edward ...................... S 4352 
Bucknam, R. E. ........................ S 5588 
Buttercup Dairy ........,............. S 8729 
Cameron, George .................... S 6362 
Carman River Duck Farm ...... S 9454 
Carter, Harold ........,............... S 6743 
Caruso, Anthony...................... S 9011 
Casabianco, Henry .................. S 9484 
Celic, Joseph ,....... .. . .. .. . .. .. .. . . .. .. S 8665 
Chudiak, William .................... S 4576 
Cichanowicz, Charles ............ S 4512 
Cichanowicz, John ....,............. S 4513 
Cichanowicz, Joseph................ S 4186 
Cirincione, John ...................... S 5049 
Colgate, Robert ........................ S 4984 
Commack Drive-In Theatre 
Corp. ................................ S 9876 
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INDEX OF WELLS BY OWNERS (Continued) 


Owner 


Well 
No. 


Owner 


Cooper , David .......................... 
Convent of Our Lady of 
the Cenacle .. .. .. .. .. .. . .. . .. .. .. 
Coram Rug Works .................. 
Crawford, Isaac ...................... 
Culver, H. R. '........................... 
Czygier, Mike ......'................... 
Daane, Peter ............................ 
Danielowich, John F. .............. 
Danielowich, John L. .............. 
Danielowich, Joseph ................ 
Danielowich, William ".'.".'..'.. 
Daub, William C. ...................... 
Dawn Estates ............. ............. 
Deerkoski, Peter ...................... 
DeFriest, Otto , , . , . . . ., , . , . . . .' . . . . . . . 
DeLalio, Leon .......................... 
Demkin, Thomas .. .. .. .. .. .. .. . .. . .. 
Detmer, Stanley ...................... 
Detmer, Stanley ...................... 
Dickerson, M. .......................... 
Diller Bros. .,.,...,.,..,.,..'.....'...... 
Domaleski, Alex ...................... 
Donahue, Daniel ....,................. 
Donah ue, Margaret ...... .. . .. . .. .. 
Donaldson, W. K. .................... 
Doroski, Adam '....................... 
Doroski Brothers .................... 
Doroski, Mary .......................... 
Doroski, Steve ........................ 
Dotzler, Louis ....,..................... 
Downs, Irving "",'..,.,....."......,. 
Downs, Vernon H. .................. 
Drossos, John " . . . ' , . . . . . . . . . . . . . . . . . . . 


S 8242 


Dzenkowski, A. J. .................... 
E. C. H. Holding Corp. .........'.. 
East Coast Lumber Co. ".".",. 
East Coast Lumber Co. """,." 
East Coast Lumber 
Terminal Co. .................... 
Eberstadt, F. .......................... 
Edwards, Charles .................... 
Edwards, Harry J. .................. 
Egert, Fred "",,'.".............,.....' 
Fafinski, John .......................... 
Fairchild Engine & 
Airplane Corp. ................ 
Fairchild Engine & 
Airplane Corp. ................ 
F ea ther Sales Agency .........,.. 
Federated Girl Scout Councils 
of Nassau County Inc. ..', 
Feterico, Peter ........................ 
Fiener, Steve ..'........................, 
Filamanski, John '..................' 
Filla, George ............................ 
Filla, Martin "",'...,....."",.".,'.' 
Finn, John """".,'.."."",...",'.." 
Fire Island Beach Club ....,......, 
First National Bank 
of Huntington .........'......., 
Florko, Anton .......................... 
Florko, Anton '................'........ 
Florko, Anton .......................... 
French, Earl ,'""",'..,'...'.,..,.,'.' 
Friedrich, William ............'..... 
Gagen Bros. """'.'....,.."..,..,..",, 
Gardiner Estate .............'........ 
Garms, Peter "."""."",..,."""". 


S 7868 
S 9758 
S 10040 
S 5640 
S 4415 
S 6818 
S 4825 
S 4197 
S 4241 
S 4578 
S 8218 
S 6513 
S 7193 
S 9435 
S 4235 
S 7869 
S 8234 
S 9514 
S 9765 
S 7688 
S 4725 
S 7598 
S 9800 
S 5053 
S 7543 
S 8472 
S 4580 
S 8667 
S 7479 
S 7241 
S 9760 
S 8608 


Well 
No. 
S 4135 
S 9499 
S 9272T 
S 9337T 
S 7560 
S 9614 
S 7237 
S 4196 
S 4296 
S 7212 
S 9566 
S 9723 
S 9544 
S 6696 
S 5915 
S 9212 
S 8602 
S 7253 
S 7236 
S 7740 
S 7350 
S 9855 
S 7605 
S 7606 
S 7607 
S 8374 
S 6863 
S 7123 
S 6111 
S 4161 



INDEX OF WELLS BY OWNERS (Continued) 


Owner 


Well 
No. 


Owner 


Gazza, Louis & Jennie ............ S 9473 
Glover, William H. .................. S 4195 
Goodale, R. J. ............................ S 4122 
Goodale, R. J. ......................'..... S 8388 
Goodale, R. J. ..'........................' S 9207 
Gordon, Philip .......................... S 5171 
Great Neck Council Girl 
Scouts, Inc. ...................... S 6325 
Greenlawn Water Dist. .......... S 5068 
Greve, William M. .................' S 4283 
Greve, William M. .................... S 4605 
Griffin, E. C. & Son, Inc. ........ S 8119 
Grzybowski, Stanley................ S 7797 
Grzybowski, Stanley ................ S 7928 
Hallock, Charles ...................... S 8391 
Hallock, E. J. ,..,......................' S 7352 
Hallock, Harold ...................... S 8406 
Hallock, Henry ........................ S 6028 
Hamilton, Steve ...................... S 7878 
Hampton Bays Water Dist..... S 7569 
Harbes, Edward ............,....... S 9777 
Harnell, Joseph ........................ S 9281 
Hauppauge School Dist. .......... S 9009 
Havemeyer, Horace ................ S 9310 
Heddesheimer, H. J. ................ S 9797 
Herbert, Charles R. ................ S 4147 
Hernball, Karl ........................ S 4159 
Herman, William .................... S 6052 
Hill, Barron .............................. S 4091 
Hill Top Cabins Inc. ................ S 9903 
Hoeffner, Joseph .................... S 6905 
Hogan, P. M. .. ......,..........,......' S 4088 
Hojlo, Henry ............................ S 7333 
Home Water Co. ...................... S 7570 


Horton, DeForest .........,.......... S 
Howland, George .................... S 
Hulse, Irving ....' ...................... S 
Hulse, Jay ... .. .. .... ,......'............ S 
Huntington, Town of 
(Crabmeadow Beach) ,'" 
Independent Silk Dyeing 
Co., Inc. ....... ..................... 
Isbo Realty Corp. .................... 
IsIip Theatre Inc. 
(Islip Theatre) ................ 
Isli p, Town of 
(MacArthur Airport) 
IsIip, Town of 
(MacArthur Airport) S 
J ackewecz, Blazey .. . .. .. .. . .. .. .. .. S 
Johnson, Gustav....................., S 
Johnson, John ......... ............... S 
Johnson, John ......, .................. S 
Jones, John ....,......................... S 
Jurgens Brothers .................... S 
Jurgens Brothers .................... S 
Kalba, John .............................. S 
Kaloski, Paul .......,.................... S 
Kaminski, Harold .................... S 
Karlin, Benj amin .................... S 
Karpinski, Joseph .................... S 
Karpinski, Joseph .. ' .. .. . .. .. .. .. .. S 
Karwaski, Mike .... .. . .. .. .. .. .. .. , . . S 
Kass, Charles ............................ S 
Keillor, Colin ............................ S 
Kuowski, Mike ,....................... S 
S 
S 
S 


King, Floyd F. .......................... 
Knight, Stanley ...................... 
Kolesa, Frank .......................... 
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Well 
No. 


7334 
4814 
4421 
8724 


S 6949 


S 7012 
S 9048 


S 4927 


S 5834 


6937 
4193 
8084 
8120 
8448 
4092 
8270 
8299 
7213 
4413 
7698 
8320 
4543 
7990 
8241 
5163 
7251 
8309 
8347 
7904 
6230 
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INDEX OF WELLS BY OWNERS (Continued) 


Owner 


Well 
No. 


Kollmer, Andrew .................... S 
Koroleski, John ........................ S 
Koroleski, John ........................ S 
Koroleski, Steve ...................... S 
Koschara, Dedrick .................. S 
Krupski, Frank ........................ S 
Krupski, Stan & Walter.......... S 
Krystapowicz, Paul................ S 
Kujawski, Frank .................... S 
Kujawski, John ...................... S 
Kull, Anton J. .......................... S 
S 
S 
S 
S 
S 
S 
S 
S 
S 
S 
'S 


K wasnieski, Henry .................. 
Lapinski, Andrew F. ....",.,'.... 
La wrence, Arthur .................... 
Lenzer Bros. ............................ 
Leonard, Gerone ...................... 
Lewin Brothers ,....................... 
Lewin, Ernest .......................... 
Lewin, William A. .........,........ 
Lindenhurst Theatre .............. 
Linnen, Walter ........................ 
Li tchard, John .......................... 
Long Island Agricultural and 
Technical Institute ""."", 
Long Island Duck Packing 
Corp. ,'"'..,...""...'".,..."",, 
Long Island Lighting Co. 
(Medford) ....,.....,.....,'...... 
Long Island Lighting Co. 
(N orthport) .................... 
Long Island Lighting Co. 
(Port Jefferson) ............ 
Long Island Lighting Co. 
(Riverhead) .................... 
Long Island Lighting Co. 
(West Babylon) ......'....... 


Well 
No. 


Owner 


8297 
7687 
8452 
4239 
7183 
7877 
8133 
,9515 
7239 
4475 
6059 
7953 
8336 
4144 
4509 
4690 
4422 
9750 
4579 
7093 
8668 
7263 


Long Island Railroad Co. 
(Montauk) ...................... S 6864 
Long Island Railroad Co. 
(Smithtown) .................. S 4424 
Long Island State Park 
Commission (Belmont Lake 
State Park) .................... S 7673 
Long Island State Park 
Commission (Hither Hills 
State Park) ...................'.. S 5997 
Lustgarten Baier .................... S 4644 
Mathies, Henry .. ..... .. ......'..... S 9338 
May, John B. ............................ S 7233 
Mayne, Eugene ........................ S 9325 
McCabe, Roger '................'...... S 8239 
McKay, Charles........................ S 4089 
McNulty, John F. .................... S 5665 
Melinik, Paul ............................ S 6613 
Michelini, Arthur .................... S 9451 
Miska, John .............................. S 7234 
Mon, Leong (Lichee Farms).. S 9664 
Montauk Water Supply 
Corp. ..,............................. S 7642 
Monzeglio, Emil '..................... S 4119 
Morell, Benjamin .................... S 7313 
Morell, Benj amin .................... S 7465 
Myles & Lane (The Farm- 
erette) .............................. S 8140 
National Dairy Research 
Laboratory ...................... S 5779 
New York Water Service 
Corp. (Babylon) .............. S 4830 
New York Water Service 
Corp. (Huntington) ........ S 9279 
Nienstedt Brothers ................ S 8308 
North Fork Water Co. '........... S 4163 
Oak Tree Farm Dairy............ S 4099 


S 4112 


S 4679 


S 4495 


S 5162 


S 5902 


S 5196 


S 5883 



\.] 


133 


INDEX OF WELLS BY OWNERS (Continued) 


Owner 


Well 
No. 


Owner 


Well 
No. 


Orlowski, Paul........................ S 6148 
Parmentier Roses .................... S 8915 
Pawluczyk, Antone ................ S 8508 
Peerless Photo Inc. .................. S 8968 
Pelis, John ................................ S 8666 
Pelis, Marcel .................'.......... S 6,654 
Pelkofsky Brothers ................ S 4583 
Pendzick, N astozy .................... S 4242 
Perkawski, Felix .................... S 4563 
Pietrewicz, John ...................... S 6149 
Plock, John .............................. S 7764 
Prime, Sylvester G. ................ S 4703 
Prudential Eastern Long 
Island Theatres 
(Central Islip Theatre).. S 8626 
Prudential South Shore 
Theatres (Smithtown 
Thea tre ) .. . .. . .. . .. . .. .. .. . . . .. ... S 8274 
Randall Farms Inc. ................ S 4388 
Rawson, Kenneth L. ................ S 9437 
Raynor, Egbert & Ronald ...... S 8157 
Reeve, Halsey .......................... S 4194 
Reeve, Halsey .......................... S 4551 
Reeve, H. H. ..,........................... S 4949 
Reeves, Dwight ..........,............. S 7375 
Republic Aviation Corp. .,...'.. S 4230 
Republic Aviation Corp. ,....... S 9312 
Richter, Chris .......................... S 7235 
Riggio Tobacco Corp. .............. S 9099 
Ringer, Fred ...'....,................... S 4532 
Riverhead Water Dist. .......... S 4134T 
Riverhead Water Dist. ............ S 5140T 
Riverhead Water Dist. ............ S 7261 
Robinson, L. Y. ,....................... S 4514 
Rogers, Merritt ..,..................... S 8139 


Romano, Salvatore ................ S 9984 
Romanowski, Henry..............,. S 6922 
Romanowski, Henry................ S 7934 
Romanoski, Leon ...................... S 4124 
Rosko Farms ............................ S 7701 
Rosko Farms ............................ S 7736 
Rosko Farms ............................ S 7741 
The Rose Fair Inc. .................. S 7980 
Rowson, A. ................................ S 8477 
R utkoske, Felix J. .................... S 9055 
Sag Harbor Theatre Corp. 
(Brookhaven Theatre) .. S 7799 
St. Charles Cemetery............ S 6129 
St. Charles Cemetery.............. S 7536 
Salador, Coleman .................... S 7254 
Salamone, Isidore .................... S 8244 
Saneski, Alex ............................ S 7702 
Santorelli, Salvatore."..........,.. S 9770 
Santoriello, Vincenzo .............. S 9507 
Sawicki, Max .......................... S 4617 
Sayers, Wm. L. ........................ S 9715 
Schait, Fred ............................ S 5591 
Schaub, Darwin F. .................. S 9327 
Schwenck, Charles, Jr. ............ S 4595 
Scott, Donald M. .................... S 4533 
Searing, T. V. ....,..................... S 10041 
Seaview Utilities, Inc. ..........., S 4761 
SelIger, Hugh ............................ S 7161 
Sepenoski, A. P. ...................... S 7686 
Shipuleski, M. J. ...................... S 4484 
Shirley, Walter ........................ S 8549 
Shirley Water Works Co. ........ S 8986 
Shubert, Mike .......................... S 7991 
Sidor, Barney .......................... S 7257 
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INDEX OF WELLS BY OWNERS (Continued) 


Owner 


Well 
No. 


Sini, Anthony .......................... 
Sound Shore Club Corp. ,..,.,..,. 
South Huntington Water 
District .,.., '. ...... ,....'....,...... 
South Huntington Water 
District ............................ S 
South Shore Dairy .................. S 
Southold Fire Dist. .................. S 
Stachecki, W. A. ...................... S 
Stachecki, W. A. ...................... S 
Stakey, Louis ......'..................... S 
Stark, John .., .................,....,..' S 
Stelmaschak, Adam '....'.......... S 
Stelzer, George ........................ S 
S tiri tz, M. , .. .. .. .. . .. .. .. .. .. . .. ' .. .. , .. , S 
Stokojlo, Mike ....,..................... S 
Suffolk County Home and 
Infirmary .,'.. .....,............. 
Suffolk County Water 
Authority (Bayport) ...... 
Suffolk County Water 
Authority (Bayshore) 
Suffolk County Water 
Authority (Port 
Jefferson) ......,.........,....... 
Suffolk County Water 
Authority (Port 
Jefferson) ....................... 
Suffolk County Water 
Authority (Westhampton 
Beach) .. .. .. .. .. .. .. .. .. . .. . .. .. .. .. S 
Sydlowski, John ...................... S 
Tabatchnik, Benjamin .........'.. S 
Tabor, E. K. ..,.................'......... S 
Terraces on the Sound ....,..'.... S 
Terry, Kenneth F. ....... ............ S 
Tiska, Anthony ........................ S 
Tremski, Steve ............ .. .. .. .. .. .. S 
Tuthill Brothers ...................... S 
Tuthill, Mrs. Vivian ..........,..... S 
Union Free School 
Dist. #7 (Deer Park) .... 
Union Free School 
Dist. # 9 (W yandanch) ., 


Well 
No. 


Owner 


S 5565 
S 8895 


Union Free School 
Dist. # 11 (Ronkonkoma) 
U. S. Air Force 
(Westhampton) .............. S 
Van Leeuwen, Barend ............ S 
Vitrano, Frank ........................ S 
Wojewocki, Henry.................. S 
Wanat, Anton .......................... S 
Warner, Paul R. ...................... S 
Waskewiez, Walter ..............., S 
Water Mill Fire Dist. ............ S 
Weber "",."'..'",,, ........,........,...., S 
Wells, Vernon F. ..................., S 
Wesnofski, Remi ...................... S 
Westhampton Fire Dist. ...'.... S 
West Meadow Beach Corp. "" S 
Weyand, George ...................... S 
Wicks, Charles ........................ S 
Wicks, Fred ................... ........., S 
William Floyd School".""",., S 
Williams Machine Works ",."" S 
Wivchar, Anthony .................. S 
Wivchar, Antone ................,..' S 
Wivchar, Nick ........................ S 
Woodbourne Cultural Farm., S 
Worona, John .......................... S 
Wright, C. E. '..'.....................'.. S 
Yakaboski, Adela .................... S 
Young, Edson H. .................... S 
Young, Harold .................,...... S 
Y ousik, Anton .......................... S 
Zanieski, Alex , .................... .. ' S 
Za weski, Stanley ...................... S 
Zebrowski, Julian .................... S 
Zeh, Charles ....'....................... S 
Zeh, William .... .. .. . .. . .. .. . .. . .. .. .. .. S 
Zeh, William ............................ S 
Zdy b, Frank .. .... .. .. . .. .. .. .. .. . .. .. .. S 
Ziemecki, Mitchell .................. S 
Zimnoski, Joseph ...................... S 
Zimmerman, Jake .................... S 
Zuhoski, Edward .................... S 
Z ukoski, John .... '" . ... .. .., .. .... .... S 
Z ukowski, Walter .................... S 


S 7271 T 


8251 
4673 
4267 
7117 
7293 
9434 
4460 
7880 
8535 
7519 
4537 


S 4621 


S 9893 


R 8321 


S 8439 


S 4372 


7383 
8421 
6187 
7171 
4152 
4097 
5615 
9761 
8048 
7923 


S 7568 


S 7618 


S 8327 


9,671 
4183 
9083 
7336 
4544 
6371 
4416 
6663 
4126 
4511 
7499 
9575 
9214 
4594 
9448 
4615 
9495 
4137 
7881 
8904 
7699 
7730 
7879 
4538 
7355 
4116 
7501 
4090 
8376 
4143 
7926 
8801 
7204 
7544 
9053 
4240 
7351 
4377 
8473 
7211 
7677 
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LIST OF WELLS FOR WHICH INFORMATION ON THE CHLORIDE 
CONTENT IS AVAILABLE AT JAMAICA, N. Y. 


S 4088 S 4372 S 4761 
S 4089 S 4413 S 4825 
S 4090 S 4415 S 4830 
S 4091 S 4416 S 5068 
S 4097 S 4421 S 5140T 
S 4116 S 4422 S 5602 
S 4122 S 4484 S 5665 
S 4123 S 4511 S 6028 
S 4124 S 4512 S 6059 
S 4125 S 4513 S 6148 
S 4134T S 4514 S 6149 
S 4135 S 4537 S 7261 
S 4143 S 4543 S 7383 
S 4163 S 4544 S 7569 
S 4194 S 4551 S 7642 
S 4195 S 4576 S 8321 
S 4237 S 4580 S 8439 
S 4239 S 4617 S 9214 
S 4240 S 4725 S 9279 
S 4352 



 



136 


GROUND WATER BULLETINS AS PUBLISHED BY THE COMMISSION 


GW- 
1. Withdrawal of ground water on Long Island, N. Y. (1936) 
D. G. Thompson and R. M. Leggette 
2. Engineering report on the water supplies of Long Island (1937) 
Russell Suter 
3. Record of wells in Kings County, N. Y. (1937) 
R. M. Leggette and others 
4. Record of wells in Suffolk County, N. Y. (1938) 
R. M. Leggette and others 
5. Record of wells in Nassau County, N. Y. (1938) 
R. M. Leggette and others 
6. Record.f wells in Queens County, N. Y. (1938) 
R. M. Leggette and others 
7. Report on the geology and hydrology of Kings and Queens Counties, Long Island. (1938) 
J. Homer Sanford 
8. Record of wells in Kings County, N. Y. (1944) 
R. M. Leggette and M. L. Brashears, Jr. 
9. Record of wells in Suffolk County, N. Y., Supplement I. (1945) 
C. M. Roberts and M. L. Brashears, Jr. 
10. Record of wells in Nassau County, N. Y., Supplement I. (1946) 
C. M. Roberts and M. L. Brashears, Jr. 
11. Record of wells in Queens County, N. Y., Supplement I. (1947) 
C. M. Roberts and Marion C. Jaster 
12. The water table in the western and central parts of Long Island, N. Y. (1945) 
C. E. Jacob 
13. The configuration of the rock floor in western Long Island, N. Y. (1948) 
Wallace de Laguna and M. L. Brashears, Jr. 
14. Correlation of ground water levels and precipitation on Long Island, N. Y. (1945) 
C. E. Jacob 


15. Progress report on ground water resources of the southwestern part of Broome County, 
N. Y. (1946) 
R. H. Brown and J. G. Ferris 
16. Progress report on ground water conditions in the Cortland Quadrangle, N. Y. (1946) 
E. S. Asselstine 
17. Geologic correlation of logs of wells in Kings County, N. Y. (1948) 
Wallace de Laguna 
18. Mapping.f geologic formations and aquifers of Long Island, N. Y. (1949) 
Russell Suter, Wallace de Laguna, and N. M. Perlmutter 
19. Geologic atlas of Long Island, N. Y. (1949) 


20. The ground water resources of Albany County, N. Y. (1949) 
Theodore Arnow 
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GROUND WATER BULLETINS AS PUBLISHED BY THE COMMISSION 
( Continued) 


21. The ground water resources of Rennsselaer County, N. Y. (1950) 
R. V. Cushman 
22. The ground water resources of Schoharie County, N. Y. (1950) 
Jean M. Berdan 


23. The ground water resources of Montgomery County, N. Y. (1950) 
R. M. Jeffords 


24. The ground water resources of Fulton County, N. Y. (1951) 
Theodore Arnow 


25. The ground water resources of Columbia County, N. Y. (1951) 
Theodore Arnow 


26. The ground water resources of Seneca County, N. Y. (1951) 
Andrew J. Mozola 


27. The water table in Long Island, N. Y., i'1 January 1951. (1951) 
N. J. Lusczynski and A. H. Johnson 


28. Withdrawal of ground water on Long Is'and, N. Y. (1951) 
A. H. Johnson 


29. Ground water resources of Wayne County, N. Y. (1951) 
R. E. Griswold 


30. Ground water resources of Schenectady CJunty, N. Y. (1952) 
E. S. Simpson 


In general these bulletins have been published in small editions; copies of them have 
been deposited in most of the libraries in the City of New York and on Long Island so that 
they may be available for ready reference. 


Aside from Bulletins GW-2, GW-18 and GW-19, these generally are unavailable for 
public distribution. The three above mentioned may be obtained from the Commission. 



" 



